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COMPLETE DRIVES—PULLEYS AND BELTS—IN 
STOCK—ALL RATIOS—FRACTIONALTO 100 H.P. 





pat vs a . 


- SAYS ONE PROMINENT JOBBER 


Jobbers in ever increasing numbers are find- 
ing that Dayton Cog-Belt Drives offer an im- 
portant new source of profit. And there are a 
number of reasons for this. 

Dayton Cog-Belts are DISTINCTLY DIFFERENT. 
They’re the only belts with Dayton’s exclusive 
patented coG CONstrucTION. They’re “built to 
bend”—at high speed, without heating or 
buckling. They are tough, rugged, enduring. 
They won't stretch. They last longer. And 
their sides are DiE-cCUT—NOT MOULDED. They are 
accurate, and stay accurate. They provide a 
firmer grip—no slipping and sliding, no loss 
of power. They permit closer coupling—save 
floor space. They increase production. They 
lower production cost. These are facts—and 
the proof is abundant. 

Qualities like these appeal to plant exec- 
utives and production managers. That’s why 
Dayton Cog-Belt Drives are easier to sell. 
You can “cash in” on the tremendous V-Belt 
replacement business. For Dayton Cog-Belts 
fit all standard V-groove pulleys. 

More than that. We'll give you the kind of 
cooperation that really counts. With fourteen 
conveniently located District Sales offices, 
we're ready to provide prompt service to 
Dayton distributors everywhere. These offices 
make speedy delivery possible. They offer per- 
SONAL FACTORY COOPERATION with your salesmen. 

We'd like to give you all the facts about the 
Dayton Cog-Belt Drive franchise. We'd like to 
tell you why the Dayton Cog-Belt Drive is a 
profitable and quick-selling item. We'd like 
to send you a copy of our Cog-Belt Drive 
Catalog, and a sample of the belt. Won't you 
give us this opportunity? Write or wire to 


THE DAYTON RUBBER MFG. CO. 


DAYTON, OHIO 


Factory Distributors in Principal Cities and all Westinghouse 
Electric and Manufacturing Company Sales Offices 


Dayton 
COG-BELT DRIVES 
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De. coCT om 
KNOCK-OUT STRIP 


(Patent Pending) 


i Saves Time-Labor- 
< aren Installation Cost 


2. Socket as it appears when in place 


r ‘Ta 
——e, 
. > 


A wiring conduit for the rapid installa- 
tion of any type of commercial reflector. 
Requires but little cutting; no punch- 
ing; no drilling. Hacksaw and screw- 


1. Merely knock out de- 
sired opening, insert 
socket and turn 


baal 


i 4 

{ 
Knock-out joint—any 
angle from 65° to 180° 


= , wast 


Fitter—provides holder 
groove 


Knock-out bracket— 
for mounting strip on 
transom bar or other 
vertical surface 


3. Screws for attaching 
holder, also lock socket 
in place 


Knock-out end (also 

joint and coupling) 

firmly fastened by 
se? screws 


Knock-out coupling 


Adjustable 
ceiling bracket 


driver only tools required. 


Strip consists of two trough members, 
back and face, telescoping, the face con- 
taining the knock-outs, spaced 3” on 
centers, 1 27/32” square. 


To assemble: Merely knock out the 
opening desired, insert knock-out socket 
in opening and turn; two screws in 
knock-out socket for attaching holder, 
when tightened lock socket in place. 
Back member being removed, exposing 
binding screws of sockets, makes wiring 
easy. 

Sockets can be inserted in only one way, auto- 


matically fixing the polarity and lining up the 
conductor connections. 


Flexible joints, ends, couplings, fixed firmly 
in position by means of set-screws. 


Write today for complete particulars. Learn 
for yourself how it simplifies reflector installa- 
tion problems. 


PITTSBURGH REFLECTOR COMPANY 
304 Ross Street Pittsburgh, Pa. 


Knock-out ‘’U”’ strap—for mounting to 


ceiling or other horizontal surfaces 
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FEW days ago we saw one of the early wall 
switches. It was a toggle switch. Of course, 
it was a surface type rather than flush and in 


many other ways was not so neat as the 1932 variety 
—but it was a toggle switch. 


And that caused a chain of thought. What has 
been done in the last twenty years with the whole 
line of wiring devices? How many brand new ideas 
have been brought out—ideas based on “something 
new to sell the customer” rather than on meeting or 
getting the jump on the competition? 


when electric door bells offered a sales opportunity. 
They will again when items with a merchandising de- 
sign are developed. 








out new items than the wiring device manu- 
facturers but these new items, for the most 
part, have been improvements of the line. 


Ni: industry has been more prolific in bringing 


We have no fault to find with the policy of im- 
provement except that so often it is aimed at a lower 
price standard. 


Today, however, we are looking for something to 
sell and improvements in wiring devices that are not 
based primarily on catching the public fancy have little 
S.A. (sales appeal). 


new merchandising devices are brought out the 
box manufacturers will feel the benefits, and the 
wire manufacturers, etc. 


| HIS problem faces all manufacturers alike. If 


The wholesaler has nothing to sell today when it 
comes to wiring supplies but let him have some good 
specialties and his men would burn up the ground. 


A few good wiring specialties would help the con- 
tractor to go further in selling adequate wiring to 
houses already wired. It is putting a pretty stiff 
problem up to him to do bare-handed selling, all alone, 
with no new big ideas to sell. 








IRING devices can be sold provided that they 
are developed with an eye to providing some 
public convenience. What these conveniences 


are should be found out by the manufacturers. It is 
their problem. 


The new hot and cold duplex outlets, momentary 
contact switches, noiseless wall switches and similar 
devices are examples of items with sales appeal. As 
the number of such items grow the demand for more 
wiring will increase. 


And while we are thinking about wiring with sales 
appeal, let us not forget the oldest and least changed 
of them all—the front door bell. There was a time 
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the greatest merchandising progress. Are they 


lo around and see which industries are making 
not the industries with new ideas? 


Automobile models, women’s fashions, shoes, store- 
fronts, etc—they all change, some each year and 
oftener. But in the changing they cater to something 
the public wants. 


The public demand for adequate wiring does not 
exist but it can be made to exist. 


One of the ways is to turn over a new leaf in the 
design of wiring materials and devices and put the 
bulk of our attention on new ideas—merchandisable 
items. 


ELECTRICAL CONTRACTING urges all of its readers 
to give some attention to this thought and if merit is 
found in it, to immediately bring the idea to the atten- 
tion of their wholesalers and manufacturers. 


There will be plenty of money made in the electrical 
contracting business in 1932 if we have something to 
sell. 
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gre job that Jerry built 


(and a new idea of Service) 


£8 Good workmen have always 
ridiculed the proverbial Jerry-built 
house—with its slapstick construc- 
tion, warped lumber, and crazy 
design. 

But what about the Jerry-built 
wiring job? 

Strangely enough, you'll find 
plenty of them—in houses that are 
not Jerry-built. Buildings otherwise 
first-class — buildings with good 
mason work, good carpenter work, 
and good heating work—shelter 
poor electrical work. 

Partly, this is due to pencil- 
sharpening on the part of some 
contractors. Largely, it is due to 
poor education. The owner has not 
been educated as to what consti- 
tutes a good electrical installation. 
In other words, the owner’s wiring 
may be obsolete— but he doesn’t 
know it’s obsolete. 


£3 


Time to re-wire 
There is food for thought in 


this...The electrical industry has 
developed by leaps and bounds in 
recent years. The wiring practice 
that seemed first-class fifteen years 
ago would be considered a Jerry- 


DISTRIBUTORS OF 60,000 ELECTRICAL 


built job by a conscientious con- 
tractor of today. .. Needless to say, 
out of the more than 20,000,000 
wired homes in the nation (to say 
nothing of larger installations ) the 
number of inadequate, obsolete in- 
stallations is enormous. . . 

And the opportunities for profitable 
rewiring jobs equally enormous! 

Wise contractors are aware of 
this. Incidentally, they have found, 
too, a method for reaching this 
almost unlimited—and almost com- 
petition-free market. They call it 
by an old word — Service, 


£0 


**Service’’—a new view 


For example, when such a con- 
tractor is called out to make a 
repair or install an outlet, he looks 
over the whole electrical instal- 
lation. He asks questions. Then he 
recommends the kind of up-to- 
date wiring job that will meet the 
customer’s actual needs. 

Again, such a contractor will 
check up on his list of old wiring 
jobs done a long time back—and 
use this list as a prospect list for 
rewiring jobs. 


ITEMS THROUGH 





In every case the contractor has 


to sell, not hours of work and ma- 
terials—but electrical convenience 
and usefulness. He enables his cus- 
tomer to take full advantage of 
the electric light, heat, and power 
supplied him—to say nothing of 
the conveniences made possible in 
the home by electrical household 


cA 


More and more contractors are 


appliances. 


finding in this new conception of 
Service, a means for building up 
a sizeable and profitable business — 
profitable, because completely free 
of competitive pencil-sharpening. 

Such contractors, Graybar con- 
siders, have always been its most 
valued customers. Naturally, this 
company is glad to continue its 
policy of backing them—not only 
by providing a convenient source 
of quality electrical materials for 
each and every need—but with fre- 
quent educational publicity as well. 


GraybaR 


BLECTRIC; COMPANY 


GRAYBAR BUILDING NEW YORK, N. Y. 


77 DISTRIBUTING HOUSES 
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rabbitry 


BY 
JOHN 
WISE 


F there’s anyone who doesn’t know the gag about how 

fast rabbits multiply, he must be the guy who can’t 

tell you why the chicken crossed the road. Anyhow, 
we all know that you could lock two rabbits in the 
Yankee Stadium tomorrow and in a couple of years, 
there would be enough of them to make haasenpfeffer 
for the whole German nation. 

Believe it or not, they actually imported rabbits into 
Australia away back when. They didn’t know what 
they were starting and in a few 
years the boys found they had to get 
out and give disease a hand to keep 
the bunnies out of their hair. So 
they organized big “battues” every 
so often, driving 
millions of rabbits 
into fences here 
and there and kill- 
ing them with 
clubs. 






The only reason they don’t 
overrun the world is that the 
rabbit has more natural ene- 
mies than any living thing ex- 
cept the oyster. Every beast 
and bird of prey and all 
snakes smack their lips when 

rabbit is even mentioned. But the big thing that holds 
them down is disease—epidemics which wipe them out 


SZ 


by millions. About fifty years ago in Northeastern 
Canada a plague wiped out almost 100,000,000 in one 
spring. 

In many ways the electrical contracting industry re- 
minds me of rabbits. You couldn’t leave town for a 
week-end trip without coming back and find a few new 
contractors. They became so numerous that a hundred 
different stunts have been tried to reduce the number 
and restrict it to those who really can do a job. But in 
spite of licensing, regulating ordinances, credit restric- 
tions, competition and 
what have you, the 
field became more and 
more congested... Then 








along came Old Man De- 
pression and made _ the 
Bubonic Plague look like a 
mild case of measles—he 
wiped the hangers-on off 
the map by the thousands. 

What I want to know is 
this. Are we going to stag- 
ger along in the old slip- 
shod way, letting down the 
bars to every Tom, Dick and Harry and scrambling with 
them for jobs at starvation prices, getting no relief 
except where hard times steps in and kills them off? 
Or are we going to raise the status of the electrical con- 
tractor to a point of efficiency where he must be a real 
business man and know what he is doing before he can 
belong? 

There’s just one way this can be done. That is by 
concerted effort toward education and _ regulation 
through our organizations, large and small, all over the 
country. When we can be sure that only the competent 
are permitted to take out a license and then get a majority 
of the boys into associations and persuade them to do 
business on a sensible, profitable basis, then, and not till 
then, will the despised curbstoners be eliminated from 
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prize 


winning 


adequately 


wired 


home 


The first award in competition for wiring adequacy of homes 
conducted by the Southeastern Division, N.E.L.A., costing less 
than $12,500, went to the residence of C. O. Davis, a Memphis 


TERRACE: 
Electric House Number 
Bracket Light 


PORCH: 
Ceiling Light 
Conv. Outlet for 
Xmas Tree (Outdoor) 


DINING ROOM: 
5 It. Ceiling Fixture—on 3-ways 
3 Conv. Outlets 
| Telephone Jack 


LIVING ROOM: 
5 It. Ceiling Fixture on 3-ways 
7 Wall Brackets 
Set of 4-ways 
5 Conv. Outlets 
1 Clock Outlet on Mantel 
Radio Recept.—Aerial and Jack— 
on 3-way 


BREAKFAST ROOM: 
3 It. Ceiling Fixture—on 3-ways 
2 Conv. Outlets 


KITCHEN: 
| Center Ceiling It. on 4-ways 
| Sink Ceiling It—on S. P. 
1 Conv. Outlet 
Ventilating Fan—on S. P. 


PANTRY: 
Ceiling It—on S. P. 


KITCHEN PORCH: 
Ceiling |It—on 3-ways 
Pilot and Recept. for Ironing 
Board 
Refrigerator Outlet (Conv.) 
CELLAR: 
2 lights overhead [in porcelain re- 
ceptacles)—on S. P. 
Oil Burner circuit for gas fired 
boiler 
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Electragist. Except for the omis- 
sion of an outlet below the floor 
level of the front porch for out- 
door Christmas lighting, the 
judges found this layout to be vir- 
tually perfect. 





CELLAR STAIRS: 
Bracket Light—on S. P. 


FRONT HALL: 
Ceiling Light—on 3-ways 


REAR HALL: 
Ceiling Light—on 4-ways 
1 Conv. Outlet 


ATTIC: 
3 Its. overhead (in receptacles) — 
on 


ATTIC DOOR: 
(Outside) Pilot It. to show if attic 
Its. are on 


GARAGE: 
I It. inside (in recept.)} 
1 It. outside 
1 It. on eaves of house to light 
garage space—on 4-ways 


SIDE ENTRANCE: 
Ceiling It.—on S. P. 


3 CLOSETS: 
(Same equip. in all three) 
Ceiling It. on elec. door switch 


No. | BEDROOM: 
2 It. Ceiling Fixture on S. P. 
4 Conv. Outlets 
Telephone Jack 


No. 2 BEDROOM: 
2 It. Ceiling Fixture—on 3-ways 
4 Conv. Outlets 
Radio Outlet on 3-way (other in 
living room) 
Telephone Jack 


No. 3 BEDROOM: 
2 It. Ceiling Fixture—on 3-ways 
4 Conv. Outlets 


No. | BATHROOM: 
2 Wall Brackets on S. P. 
2 Brackets (in dressing nook) 
1 Conv. Outlet 

No. 2 BATHROOM: 
Ceiling It—on 3-ways 
Bracket It. on S. P. 
1 Conv. Outlet 
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extra business 


Clayton B. LeGallez of Slingersland, N. Y., with 
his one-ton fully equipped housewiring truck, finds 
he can sell extra outlets and wiring because he 
has all of the tools and material available at the 
time. It also serves as the advertisement of a 
capable workman and brings new customers. 





Mr. LeGallez with 50,000 ohm 
magneto always carried in the truck. 
Before leaving a house the wiring is 
tested for leaks and a report made. 
This practice leads to extra business. 


Side-view of truck showing lad- 
ders and boxes for carrying tools 
and fittings. 








Interior view. On the right are the big stuff such as tools and wire and armored cable. On the 
left are drawers and compartments in small materials. The cupboard at the upper left-hand corner 
contains paint. Service pipe and meter equipment are always painted and a card with the name 
of the contractor fastened to the equipment. The truck also is a workshop, with the bench at the 
left. On finishing up a job Le Gallez uses the hand vacuum cleaner seen back of the driver's seat. 
He shows how well it picks up plaster and other types of dirt; how useful a small cleaner of this type 
is in addition to the regular cleaner. That is how he sells cleaners—and with no time taken from his 
regular contracting work. 
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how a 


sound specialist 
operates 


AUDIO ENGINEERING CORPORATION 
BROOKLYN, NEW YORK 


ANTHONY MARA, PRESIDENT 


HE contracting field is too broad 

for any one contractor to attempt 

to cover it as a whole and still do 
a good job on every installation. For 
that reason we found it necessary to 
specialize. As sound installation was 
interesting and seemed to offer a great 
opportunity for future expansion we 
chose that to the exclusion of other 
electrical work. 

By concentration we have increased 
our volume because there is less com- 
petition, especially in a highly technical 
field such as this, There is also a greater 
net profit since as specialists we avoid 
expensive mistakes which come from a 
lack of business and technical experi- 
ence in this particular field. Moreover 
the public places a value on skilled work- 
manship and is willing to pay a fair price 
to the man who can insure satisfaction. 

In developing this business advertis- 
ing is of greatest importance because 
the market is undeveloped and only a 
fraction of the potential users are aware 
of the benefits this service offers. News- 
paper and direct mail advertising have 
not been effective with us. The best 
medium is our own sound truck. For 
that reason we have furnished sound 
service at a number of public affairs 
without charge, just for the advertising 
value we receive. However, it is neces- 
sary to select only such affairs for this 
purpose as will be of real publicity value. 

For instance, not long ago we fur- 
nished sound for the arrival of some 
transatlantic fliers who were to speak 
for the crowd on landing, Thousands of 
people saw our truck and got an actual 
demonstration of what we could do. 
Among them was one man who needed 
our services and we gained him as a 
steady customer. Others who may need 


our service at a later time make a mental note of our 
name and address and call us when they are ready. 

In addition to this our salesmen call on all possible pros- 
pects, such as promoters of athletic contests, amusements, 
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ANTHONY MARA 


political meetings, associa- 
tions, etc. We also install 
permanent sound systems 
and centralized radio in 
schools, churches, apart- 
ment buildings, hospitals, 
and theatres. 

We employ both tech- 
nical and_ non-technical 
salesmen and each plays 
his part in building busi- 
ness for us. When an in- 
quiry comes from an engi- 
neer we of course send a 
technical man ; but for or- 
dinary outside calls we use 
the regular salesman, who 
can tell what this service 
can do, rather than how it 
is done. When the job is 
to be closed we may have 
a technical man accompany 
the salesman to look over 
the ground and answer 
such technical questions as 
may come up. Experience 
has shown us, however, 
that a little knowledge is a 
dangerous thing as far as 
the non-technical man is 
concerned. When he learns 
a little of the technical end 
he is more apt to talk 
from that standpoint and 
thereby lose something of 
the humag appeal that 
makes sales. 


We run no campaigns. Ours is a steady business of 


uncovering one prospect after another and showing what 


we can do. Many of these prospects come from satisfied 
customers who have told their friends about us, which is 
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evidence that reputation is of the greatest impor- 
tance to the specialist. 

The manufacturers of sound systems are another 
aid in securing new business for the specialist. For 
the sake of their own reputation they are naturally 
interested in the best possible installation of their 
equipment and for that reason they favor the 
specialist. 

Installations by the all around contractor have 
proved at times especially costly to the manufac- 
turers as the lack of attention and knowledge of 
some apparently unimportant details will ruin the 
production and discredit the manufacturers. For 
this reason the latter have engineers on the job at 
the time of installation. But no matter how alert 
the engineer may be he cannot insure a good job 
without the intelligent cooperation of the electrical 
contractor. 

Credits in this business are relatively simple prob- 
lems. Permanent sound systems are usually installed 
by people and organizations of good financial rat- 
ings. For public address rental systems the terms 
are usually cash in advance, especially for political 
meetings and amusement enterprises. 

Of course we use the best equipment to be had 
on the market for a man is not a specialist unless 
he has superior service and equipment to offer his 
customers. This being the case it naturally follows 
that we have fewer service calls. However we do 
make a number of service calls for good will pur- 
poses. These calls let the customer know that we 
are truly interested in their installation and are on 
the job to render the best of service when neces- 
sary. Usually the customer has friends in the same 
line of business and these friendly calls will often 
uncover their names as prospects. And the man 
whose friend is a satisfied customer of ours makes 
the best possible prospect for us. 

Service calls form a very small part of our busi- 
ness. With a public address system there is always 
an operator in attendance and he handles such 
things. With theatre and other sound systems oc- 
casional calls are necessary and these are done on 
a time and material basis. Owing to the specialized 
nature of the work charges run 
considerably above rates charged 
by the all around electrician. 

Specialized service and facilities 
do increase our business for the 
reason that any man who does one 
special type of work better than 
his neighbors acquires a reputation 
and as this grows so does his busi- 
ness. Manufacturers are also 
pleased to know of a man in a par- 
ticular section who can do good 
work on their equipment and for 
the protection of their own reputa- 
tions they will aid the specialist. 





All the equipment needed for a sound job is shown here. 





View of sound truck. The enlarged microphone is a 
dummy but the horns are actually used for sound work. 


Phonograph (right) for broadcasting 
of records. Where current is not 
available batteries behind the driv- 
er's seat operate the 1|10-volt 
motor-generator set (right). 
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advertising 
increases 
wiring sales 
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fis” Cares Electric League have noticed an increase in their wiring business since 
bem oi Oe Tn oe they started their co-operative newspaper advertising last April. Since 
to Modernine It. Course, . . . 
Three Osgtion that time there has been one advertisement appearing each week, the 
tiame tame subject of the series being "Making a House a Home’. The members, 


whose names appear on the advertisement, bear the entire cost. 
Tangible results are always hard to trace but it is stated that con- 
tractors now find it easier to sell wiring in Schenectady. Besides it is 
expected that the accumulative effect of the advertising will be felt in 
future business. 
Incidentally, one member reported getting calls for four cellar jobs 
the day the advertisement on cellar wiring appeared. 
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motor data 
speeds service 


By compiling motor data on the equipment in the plants of their cus- 
tomers the S. Edward Eaton Company, New York City, is able to speed 
the work of repairing and ordering new parts. Before this contractor's 
men start on a job they know exactly what will be needed and a second 
trip back to the shop for materials is eliminated. 


Duplicate records are 
made out when the equip- 
ment is first installed that in- 
clude data on each machine, 
motor, controller, drive and 
gear. The contractor has one 
copy and the customer has 
the other. In this case the 
machine, motor, controller 
and drive each have a differ- 
ent plant number (B 37, B 38, 
B 39, B 40). This is done for 
convenience in taking equip- 
ment inventory and charging 
off a motor for instance, that 
has been discarded while the 
grinder remains in use. How- 
ever, on some jobs the en- 
tire unit has one plant num- 


ber. 


When a breakdown occurs the 
company's service man is called on 
the phone by the customer, or his 
plant electrician, who, from his du- 
plicate record sheet describes the 
machine and the apparent trouble. 
Being able to furnish complete in- 
formation when ordering from the 
factory delays and mistakes are 
avcided. To simplify ordering a 
motor, for instance, the contractor 
could say, "Duplicate our order of 
April 6, 1929." 
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IT IS AN AXIOM OF BOOK- 
KEEPING THAT THE NUM- 


a BER OF MISTAKES MADE 

O O @ ]@ { n IS IN PROPORTION TO 
p g THE AMOUNT OF COPY- 

ING FROM THE ORIGINAL 

WORK. REFERRING DI- 


. RECTLY TO JOB TICKETS, 
mis t a e@ S TIME SHEETS, ETC.. MANY 
ERRORS ARE AVOIDED AT 

THE W. E. NICHOLS COR. 
PORATION, NEW YORK. 
































1. On receiving an order for work to be 

mals i done this sheet is filled out. When the job 

” ‘ > ' |o 

W. E. NICHOLS CORP. is compieted the customer places his signa- 

ture at the bottom of the sheet as evidence 
that the work has been completed. 


318 WEST 50TH STREET 
NEW YORK 























































































































































































































Job No._1254 Date__ January 6, 1951. 
Name of Customer John Jones, — 
Address 1014 Bank Street, City. 
Work to be done Electrical wiring as per instructions of M ELECTRICIANS DAILY TIME SHEET 
Installed two baseboard receptacles : ; 
pens W. E. Nichols Corporation 
Connected desk lamp 
313 West 50th Street 
Repaired buzzer system, installing one new buzzer. Phone CDLarbes 1996 
Job No. 1234 _ Jan. 6, 1931. 
Work done at John Jones, 
1014 Bank St. 
Mechanic John Smith. 
MORNING AFTERNOON 
8 1 x 
Work unfinished None 8.30 1.30 
9 x 2 
9.30 2.30 
ech at 10. 3 Xx 
Ce 10.30 3.30 
Helper None " 4 
Shop tools taken None 11.30 4.30 
x 
neem 2 i cee=namell 
Shop tools left on Job None. . s 
Customer's Signature Dismal 4 TOTAL HouRs——_5&_ aaa 
re y What was done?__2 Stalled receptacles, 
hooked up desk lamp and repaired i heideedamematanelll 
REQUISITION POM SUrrLins 
buzzersystem, 
W. E. NICHOLS CORPORATION 
res yrviests NS WENT corn «Taker Carfare 
pare 18s So Sh wy Je Setth 
John Jones, TIME MUST BE FILED DAILY 
S asm < - WEEK ENDS EACH THURSDAY NIGHT 
1014 Bank r ° 
-, tu; re acl jv og 
= | duplex 1 e v La 
semaeneiialieeaaen : i 
O_O Fer S e x.4 ee 2. A separate time sheet is made for each job the electrician may 
cata nn Seer tp fou be on in one day. Each time sheet is filed with other matter relating to 
_1 |Ansonia buszers | Ld gs the job so that if a question should ever arise regarding the time spent on 
ee r Hel cord, ehivediis is = f the job it can be quickly verified. In making out the time sheets the 
|i = con employee looks over his job tickets for the day and writes a time sheet 
. a rite for each one. In this way he can never forget to charge time for every job. 
, on + 423 
da 2 aS ee 
— — —— a 
rE MES 
ae =a 3. Requisition for supplies needed on the job. The ON ORDER column is checked 
4 = 9 oe . ym ‘ - 
when goods required are not in stock. In this case prices are not entered until 
f goods are received from the source of supply. As price changes in some lines are 
J aint a rao T a frequent many errors are saved by this method. When goods are returned for 
———————— << credit the same form is used. The name and address of the customer is filled in 
otbatienincisillndll eae and the word "CREDIT" is written across the face of the sheet. On the reverse 
side an itemized list is made of the goods returned. Before the customer is billed 
credited items are subtracted from the amount of material requisitioned. 
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4. Forms 1-2-3 are then clipped together and the job 
number is marked on the back in pencil. These are filed 
numerically so only a moment's work is required to refer 
to the original data when any question arises. This system 
not only saves time but eliminates errors found in book- 
keeping systems where data referred to is copied from 
the original sheets. 








‘W.E.NICHOLS 


5. When the customer's. statement is 313 WEST S0th ST., COLUMBUS 1158-1159 
drawn up a carbon is made on a plain wanes dine SLECTRICAL’ sauianines 
sheet of typewriting paper and these .:ene x v Lames 
copies are filed in a loose leaf binder. HEAT ano CONTRACTORS conan 
POWER SYSTEMS 
Our invoice No___1254 
O Your Orper No____ New Yorw, January 8, 1951, _ 





John Jones, 


O SOLD TO 
aa 1014 Bank Street, New York City. 
































































































































Purnishing labor and material necessary to 
install the following electrical work as 
per instructions of Mr. Jones: Install two 
baseboard receptacles, connect desk lamp and 
repairing buzzer system and installing one 
No_ 5 new buzzer in same. 
oe Time: 5 hours, Mechanic 12/150 
Material, carfare and inspection. 5138 
Becen” 17/68 
4 
Account No ————___ Sacet a 
NAME John Jones, Terms 2% 10 days, net 3O days 
ADDRESS 1014 Bank Street, Rating 
Sotto 
DATE ITEMS " Dears i DATE ITEMS FOLIO Rv) CREMTS 
¥ T ms 
Janl.8 1234 Y | lle faseniis Disc. 26 5 TT ba 
1 | , 
| 
| 
i 
/ ] 
: ‘ , it a t 
6. The remittance voucher gives rt | + 
a record of the remittances re- Ht t 
. . 4 
ceived from each customer. This Th 
form is also used in totaling the mM 
daily bank deposits. anna ITT 
y It} | 
Hi} | 
Hit i | I 
| anal | 4 : 
Hi | | 
i 
* TTTTT 
7. A check mark is made on the ith | 











debit side of the ledger to indicate ane 4 
that the account has been paid in {| 






























































full. In this way an account with a | 11 | 
balance due is quickly noted. baleen Lat ! a 
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to get away from 


S. J. O'BRIEN S 


SELLS IDEAS INSTEAD OF LABOR AND MATERIAL p r j Cc “A 











Seventy per cent of this New 
York contractor's work is taken on 
a cost plus basis. The reason for 
this customer confidence is shown in 
the job photos described below. In 
each case money was saved for the 
customer through better methods, 
and not by the use of inferior mate- 

The hot air in the summer from the engine room of a rials, workmanship or the elimina- 
hotel rising through gratings in front of the stores kept ton of neoht 
passers-by from standing over the grating to look at win- P ; 
dow displays. Bids from firms who wished to cover pipes 
with asbestos, run ducts over the engines, etc., ran from 
$13,000 to $20,000. O'Brien's men surveyed the job and 
installed the blower shown in this photo that sucked air 
from the gratings in front of the stores and discharged 
it out where it was not objectionable. The engine room 
temperature fell until it was only 10 degrees warmer than 
the outside, and a job done at about one-fourth the cost 
of the next highest bid. This system gives a complete 
change of air every 45 seconds. 

















Increased efficiency and safety were the two factors in a paint spraying equipment job for a taxi-cab company. 
Cabs are sprayed with a solution having a gun cotton base and highly explosive. A steel fan with a loose bolt or other 
possibility of sparking might cause a terrific explosion in this highly gaseous air of the spray room. A syphon system 
was recommended. Fan motors are located on the roof of the building with one fan being used for both taking 
in fresh air and discharging the stale. The small intake pipe is located within the 36-in. discharge pipe. A strong 
suction is created by having a blast of air blown up the stack from the fan on the roof. Thirty to 40 cabs per day 
may be given six coats of paint with this equipment. 
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Most of the manual labor in this hotel laundry was 
eliminated through the modernization work done by the 

















O'Brien company. When the washers are stopped, cylin- 


ders filled with washed material are hoisted to the mono- Until this electrically driven boat elevator was installed 
rail and sent to the extractors seen in the foreground. the ship yard workers had considerable difficulty in rais- 
Cylinders that have been filled with goods to be washed __ing boats from the water. It was necessary to wait for 
are then run over the monorail to the washers and the high tide, etc. Then considerable pulling and manual 
machines are working again in a few moments. With this _ labor was required in getting the boats in proper posi- 
system the wash has to be handled only when it is placed tion. The elevator shown in the photo allows boats to be 
in the cylinders and removed after the work is completed. raised from the water at any time. This lift takes crafts 


The result is that not only is a large amount of labor saved _—sup to 100 ft. in length and 125 tons. 


but machines are kept running almost without stop. 
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The 300 ft. spire of the Cathedral of the Incarnation offered 
a danger to air craft as a landing field was located inthe 
vicinity. At the time this condition came under discussion 
O'Brien was doing a rewiring job on the church. A beautiful 
and economical method of illuminating the gold cross at the 
top of the spire was hit upon by the use of two flood lights 
mounted at the base of the cross, one light being used on 
each side. The original feature of the job lies in the fact that 
the lights do not shine directly on the cross but up in the air 
in front of it. The gold on the cross takes this light and gives 
the appearance of being illuminated from within. Later flood 
lights were installed on the entire spire. Both spire and cross 
lights are turned on and off by clock switches. The effective- 
ness of this new method of indirect reflection on the cross was 

uestioned by experts but Mr. O'Brien installed the job with 
the understanding that it was to be taken down without charge 
if not satisfactory. No changes were made. 
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One feature of this counter arrangement is the lower shelf which extends eighteen inches beyond 
the others. In bringing goods down from the upper shelves it is often a convenience to set them 
on this lower shelf in order to remove a part of the box contents. The location of materials is never 
changed so that a man familiar with the stock may see at a glance what items of stock are running 
low. Lamps and lighter goods are kept on the upper shelves and cable or heavier goods below. 
A complete stock of materials needed for their work is always kept on hand so that any job may be 
started on short notice. 


i> good 
~~ housekeeping 
in the stockroom of the 


INDEPENDENT WIRING CO., PHILADELPHIA 






Spacing for different sizes of-light con- 
duit is made by running short lengths of 
pipe across the rafters and fastening them 
with pipe straps. 


Wrenches, dies, hammers, etc., are 
hung on the wall when not in use. Drills 
are sharpened after use and stored away 
at the right of the grinder. 
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GEORGE W. MC SHANE CO., BOSTON, MASS. | 





tevext No. 1020 DATE July 9, 1951 
OFFICE COPY 
E WORK ORDER 


GEO. W. MCSHANE CO. 



































— 


GEORGE W McSHANE CO., 
CREDIT RECORD 


Neme __ Thomas Graham —- Dew July 9, 193) 


Addren___ 47 Marine Rosa, Dorchester, Maas. —— Telephone No.___ Talbot 2947 


Employed by__5-A. Woods fg. Co. _ Poumon Machinist — Selary $50. por week 


Address Dorchester, Mass. 


Trade Reterences Burns Bros.. Third Street, South Boston 





Pemonal References (not relauves) John Sullivan, 19 Mercer Street, Dorchester, Mass. 
Property owned 47 Marine Roed, Dorchester, Mass. 
Savngs Account (Bank) Dorehester Savings Bank 








A credit card is filled out for each customer. 
Experience has proved that a man will have no 
hesitation about filling out a form giving personal 
information about himself as he realizes that this 
is only routine. However, if asked bluntly how 
much he makes per week and similar questions he 
may become offended. 





NAME THOWAS GRAHAM 0 Dave JULY 9, 1931 
ADORESS 47 MARINE ROAD, DORCHESTER, wags, | ove | aro mow sue | rao | sacance 















































soe asensee _ ou. 7-8 17-10 | cash Mzioo | 12 o8|o0 
DESCRIPTION 1 family, overhead service, with | 8-8 | 8-10 | * izion| az 00 
__fixtures 9-8 | 9-12} * tzlon} 12 84/00 
10-8 [10-15 ® 32 \00 | 12 72 \00 

erece sj =O 0 enizo J 220 0 | 11-8 oe ii ies 
me 0 cosy ‘amwas 6 5 oe izloo 
ae — ono} gnose ence _ : 0 po ~~? Ga l2\o0 | 

ee ee ee ee hn 2 —_ Bt a peepee teen 

LO DO weremore | O00 js-8 | _ 12 |00 Lae ie Bi 

REMARKS Sciaataciatiape C= 2 ae | sites 







































































Wire 1 family house, overhead service with fixtures 

: 

a 

bey 

E oe 

= 

os 

8 care | wommman mouns || osre wornman | nouns 

& |7-9 | smith s_ [7-9 |Jonng | 8 
1-10. 7 _f_i7-10 | * | ee 
tut 4_[7-)) ) © adel 
7-18 | Holmes ii | ees 
aa +. + — 

| iM | 























ape_to 7/9/31 Crawford SERVICE Overhead 

j CITY PERMIT 7-9-5) CITY NOTIFIED 7-))-3) 
08 STARTED 7-9-3) EDISON INSP 7-12-53) 

JO8 COMPLETED 7-18-3) METER INSTO. 7-14-35) 




















onpen taxen ovr__G. 1. MeShane 


wom omoceco ey cums irabag Signed contract; — 


WORK ACCEPTED BY 








Oey eee ree 











Full information is given on the invoice card 
which may be useful at some later time. For in- 
stance at the bottom, ‘method of payment." In 
this column the bookkeeper fills in the name of the 
bank where payment is made by check. In one 
case where we were forced to take legal steps for 
collection this information enabled our collection 
attorney to take prompt action in the matter, 
through attaching the bank account. Cost is fig- 
ured as labor, plus overhead, plus material, plus 
permit. 

On the back of invoice card are listed the mate- 
rial used and the mechanics’ time. 
























































=a oar aie san tants nies. seca dd 
Sue "cumaceome || TT. 1. gE 
Sass ou duly 7, 1931, = GATE ANE SK) Aa Ba EA iso ltt. oe - Saith | 7-9 | 6 i 
A sil pajee. ge ff rol a 
MAME GRAM, TEOMAS AOORESS 47 MARINE ROAD, DORCHESTER lea lee. #2 a See a 
fale ele 
jf. 14-i | 1g S t 
is | tt. 2x 5 boara| | | a |] mes 2 | 
Bef iob i d k der is si d pee eeong ® owe ||| teamen | 7-18 | ad we 
efore the job is started a work order is y cer yee ee me 
by the customer. Orders are made out in dupli- |2).*j-se*—-- I 2 or ae mee 
cate and the signed copy is filed in the active [3] Tosa Tala niga’ tistecanl {1-1 
tray until the work is completed. It is then [4)s-ime- tam SS se os ae mee Se a ao 
brought to the customer who signs again on the [iin = oo <a 
line "work accepted by . thereby eliminat- [iSSainimn |— = aa 
ing later arguments. Work orders are filed so =I === 


that name, address, and phone number of the cus- 
tomer appear at the bottom of each customer's 
account in the visible filing system. 
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slochinall 
contra cling 


With which is incorporated The Electragist 





S. B. WILLIAMS, Editor 





BOOTLEG WIRING 


ITH so many men out of work there 

is more bootleg wiring being done 
than ever before. But this is no time to be 
soft-hearted and say nothing. The contrac- 
tors should insist that the electrical inspec- 
tors put a stop to unlicensed wiring. 

When men without licenses undertake to 
do wiring they not only break the law, but 
they take work away from the legitimate 
trade. The contractors have an investment. 
They have perfected themselves in wiring 
and they stand ready to guarantee their 
work. 

When unemployed electricians take the 
work at unheard of low prices the public has 
no assurance that the work is done right, and 
in case there is any trouble there is no come- 
back. 

The license laws were enacted not to pro- 
tect the contractors but to protect the pub- 
lic. If it is dangerous for unlicensed people 
to do wiring in good times it is. equally dan- 
gerous for them to do so in poor times. 

Any city that does not put its foot down 
to stamp out this wave of bootleg wiring will 
surely pay the cost of its folly sooner or later 
in an epidemic of electrical fires. 


PYRAMIDING NOW A FELONY 
ECENTLY we reported a new Wisconsin 
law which made it a felony for a con- 
tractor, or sub-contractor, to use money paid 
him by an owner for any other purpose than 
that for which it was intended. Last month 
we reported a similar law which has just be- 
come effective in Michigan. 
These two laws virtually make the con- 
tractor the agent of the owner and all pay- 
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ments are to be considered as a trust fund. 
Both of these laws are constructive and of 
inestimable value to the electrical contrac- 
tors provided the jobber can be persuaded to 
insist on receiving his money. 

The proper observance of these laws 
would wipe out pyramiding of contracts and 
remove one of the worst sources of price 
cutting. 

We believe that contractor associations in 
other states could well afford to try to secure 
similar legislation. 


HIGH RATES 


N Winnipeg there are 40,500 houses and 
apartments. To date 34,051 have electric 
ranges and 25,020 electric water-heaters. 

The cost of wiring has been no deterent 
to the spread of electric cooking in Winni- 
peg. Why? Because the current costs only 
0.9 cent per kw.hr. 

Lower rates for electricity would be with- 
out doubt one of the greatest incentives we 
could have for the more complete electrifica- 
tion of the American home. 


SOMEBODY MUST BE WRONG 


F. OWENS, president of the National 

. Electric Light Association, in address- 

ing the Electragists’ Convention at Hot 
Springs, made the following statement: 


The public has delegated to me, as a Central Station man, 
a very important service to perform. It has said to me, “The 
economics of the situation demand that you be given a 
monopoly; it is in the public interest that you have that 
monopoly, provided you conduct yourself in the public inter- 
est and do not abuse the privilege that the public have given 
you,” so, it is not only my right, but it is my duty as a 
Central Station man, to determine honestly and in the inter- 
est of the home, how it can best utilize electric service for its 
own convenience, happiness and profit. First of all, then, 
that equipment must be high grade—whether it be the wiring 
that goes into the home, or whether it be the percolator that 
gives us our morning coffee, or the range upon which the 
evening meal is prepared. That equipment must be reliable. 
If they are not reliable, the service will suffer as a conse- 
quence, and each and every one of us that puts into the home 
equipment that is not the best to serve that home and its 
best interests, inevitably suffers as a consequence. 


The italics in the above are ours, but they 
serve to show that while one of the hired men 
of the N.E.L.A. staff is advocating the 
cheapest forms of wiring, the president of 
the association states that in order to give 
good service the wiring must be high-grade. 

It does not seem likely that the president 
of the N.E.L.A., who by the way is a suc- 
cessful operator of a very important western 
utility organization, would make such a 
statement unless he knew what he was talk- 
ing about. 
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Is it possible that the staff of the N.E.L.A. 
is allowed to do what it pleases without 
thought to the policies of the president of 
the organization, — policies which have 
helped him and numerous other successful 
utility leaders to build a strong business? 

In fact, we have frequently wondered in 
the past whether the public utilities were 
running the N.E.L.A. or whether the 
N.E.L.A. was trying to run the light and 
power business of the country. 

However, President Owen is right. You 
cannot have good electric service unless you 
have high quality reliable wiring and plenty 
of it. 

If some way could only be found to place 
that message constantly before the public, 
there would be no depression among the con- 
tractors. 

Today, when everybody is talking lower 
prices there is no potency in that argument. 
Let the public, however, be sold on the idea 
that certain things are necessities and the 
market will appear. 


GOVERNMENT ARCHITECTS 
BILL has been introduced into Con- 
gress, known as HR-6187, directing the 
secretary of the treasury to employ private 
architects and engineers on all projects cost- 
ing more than $50,000. 

It seems reasonable to assume that local 
contractors would get a better break and per- 
haps have less competition from outsiders if 
local architects were to draw up the plans. 

Whenever the government’s architect 
draws up the plans everybody from Maine 
to California gets a chance to figure. That 
is not always to the advantage of the gov- 
ernment and seldom to the advantage of the 
local contractor. 

The bill is worth supporting. Write your 
local congressman and senator. 


MORE GOOD NEWS 
N the past few weeks reports have been re- 
ceived from a number of cities to the effect 
that they are starting sales schools for the 
contractors. Fine! 

There isn’t anything we cannot do if we 
will get down to business and try to work 
it out. So let’s have sales schools and more 
of them. 

Some of the ideas advanced in these 
schools might be a little far-fetched and some 


of the contractors might not understand all 
that they hear—but the main point is that 
they understand the necessity for regular 
selling. 

The contractors can sell—in fact, they 
always had to do a whole lot of selling. All 
that they need is some direction to their sales 
efforts. 

Selling is going to win the battle and with 
the accumulating evidence of sales con- 
sciousness on the part of the electrical con- 
tractor the future begins to look much more 
hopeful. 


FOLLOW-UP 
N the October issue of ELEcTRICAL Con- 

TRACTING there was published an article en- 
titled “25 Reasons Why Electrical Contrac- 
tors Should Replace Plant Electricians”. 
More than 10,000 reprints of this article have 
been purchased by industrial electrical con- 
tractors and local associations to send out to 
industrial prospects. 

That was only a starter. What has been 
the follow-up? 

Each one of the twenty-five points was 
enough of a reason to warrant the change- 
over provided it was sold right. 

This is the year to sell your services—the 
year when economies are so important. It 
is not enough just to send a printed pamphlet 
to a prospect telling him how you can save 
him money. There must be a follow-up. 


HISTORIC EXHIBITS 

ANSAS CITY, through its electric 

league, is planning a permanent histori- 
cal exhibit of the early days of the electrical 
industry. There are similar exhibits in other 
places and we feel that it would be a good 
plan for more cities to arrange for such ex- 
hibits. 

Many of the men who helped to make the 
early history of the industry are still living 
and undoubtedly could help to set up an ex- 
hibit. In a few years they may be gone. 

An exhibit of early wiring devices would 
be an excellent reminder of the way in which 
the industry has progressed and any attempt 
to bring out new cheap systems might be 
checked against the past. 

Furthermore, such an exhibit should serve 
to heighten our pride in modern wiring de- 
vices. 








\\\ code chats 





A MONTHLY DISCUSSION OF WIRING PRACTICE AND QUESTIONS 





OF INTERPRETATION, 


PRESENTED WITH A VIEW TOWARD ENCOURAGING 





A BETTER UNDERSTANDING OF THE NATIONAL ELECTRICAL CODE. 





CONDUCTED BY F. N. M. SQUIRES 


ASSISTANT CHIEF INSPECTOR, N. Y. BOARD OF FIRE UNDERWRITERS 





THEATRE LIGHTS CONTROL 


I am renewing the stage panel in one 
of our local theatres and there seems 
to be some disagreement between the 
owners and management as to the ne- 
cessity of having an independent side 
on the panel. There are two sides to 
the panel, which operate the same light 
circuits, so that if one side should be- 
come dead or fuse blows, the load can 
be shifted to the independent side. I 
would like to know if it is absolutely 
necessary according to Code to have an 
independent side? 


We infer from our correspondent’s 
letter that the auditorium lights are 
controlled from a stage panel board 
and that the switches controlling the 
light circuits are double throw so 
that each circuit may be fed from 
a single feeder through either of two 
sets of fuses or may be fed from 
either of two feeders through separ- 
ate fuses from each feeder. 

Such an arrangement is not re- 
quired by the National Electrical 
Code. It has, however, a certain ad- 
vantageous feature in that in case of 
the blowing of fuses it might be pos- 
sible to restore light quickly to a 
darkened area and thus avoid a panic. 

The Code does require that a 
theatre shall be equipped with suffi- 
cient “emergency” lights to enable 
the public to leave the building safely 
in case of emergency and these emer- 
gency lights must not be connected 
to or controlled by the stage switch 
board. The main auditorium lights 
are, of course, controlled from the 
stage. 

There is one arrangement of such 
a dual control panel as indicated in 
the above letter which should be 
avoided. That is having each circuit 
connected to two fused switches, one 
on each side of the panel, unless the 
panel is fed from a single feeder and 
the two sides of the panel connected 
to the feeder through a double throw 


20 


switch. Otherwise both switches 
might be in the “on” position in 
which case the two switches and the 
two sets of fuses would be paralleled 


and the circuit would be overfused. 





SWITCH REQUIREMENTS 


I am enclosing a sketch for some 
wiring which is being done in a mill 
in this city. 

The contractor connects his main 
feeders to the main switchboard in the 
old building which is 550 volts. This 
550 volt line feeds a main switch in 
the new building to which two trans- 
formers just outside the new building 
are connected. This is to lower the 
voltage to 110 volts for the lights only. 
From these two transformers they feed 
directly to the lighting panel without 
any switch between the transformers 
and the lighting panel. Is this all right 
and does it comply with the Code? 


The question here seems to be 
whether or not the service switch 
should be provided where the wires 
from the transformers enter the new 
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building. But these wires should not 
be considered as service wires. They 
are feeders of an interior system and 
are controlled and protected by the 
service switch and cutout and also 
by a feeder switch and cutout in the 
old building and again by the main 
switch in the new building. No addi- 
tional advantage would be gained by 
placing a switch between the trans- 
formers and the lighting panel in 
the new building as these wires may 


be “killed” 
switch. 

As for the protection of these 110 
volt feed wires, the fuses in the 500 
volt feed should be so selected as to 
protect them, or they should be of 
such a size as to be protected by the 
550 volt fuses on the feeder supply- 
ing current to the transformer. 


by pulling the main 


WHEN IS UNDERGROUND NOT 
UNDERGROUND 


Is it necessary to use lead covered 
conductors, as for an underground serv- 
ice, in a case where an overhead service 
is brought down the side of a building 
and the conduit, without joints or fit- 
tings, has to go a little below the sur- 
face of the ground before entering the 
building? Would a cement pack help 
matters any? 


In the condition mentioned above 
we have what contractors and in- 
spectors generally call a “standpipe” 
service. The service conductors run 
overhead through the air from over- 
head supply lines on poles along 
the street to the upper portion of a 
building whence they run down the 
side of the building encased in rigid 
conduit to enter the building from 
the outside into the cellar which is 
the point of service entrance. Such 
a condition is covered in rule 404 (c) 
and this rule calls for rubber cov- 
ered wire and does not require lead 
covered wire. 

Generally such a standpipe bends 
into the cellar before reaching the 
ground line. However, it is easy to 
realize that in some instances the 
standpipe might enter the cellar at 
a point below ground level, in which 
case it would have to run for a very 
short distance through the ground. 
Such a condition would not make this 
standpipe an underground service 
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ANEW ELECTRICAL INVENTION, 








E... the research laboratories comes this story of a 
new electrical protecting device. A fuse designed to meet the 
need of modern industry. A fuse with a time-lag long enough 


to carry many of the harmless overloads or current surges that 4 ee 
occur on all electrical circuits. of” 
4 
4 
Here at last is a fuse built to keep your plant operating as well G, 
as to protect the equipment. Just think what this means to the &/ 3 et 
user in reducing the number of needless shutdowns that are < - ° 
caused by harmless overloads. 47 2, 2 $ ¥ 
os ¢ 
In addition to saving the cost and annoyance of needless \ a & ag rs 
shutdowns BUSS SUPER-LAG Fuses actually reduce fuse bills 7 oe ae 
because fewer fuses are blown. 0” ~e of 2 
“ S* of ” 
Read the story for yourself. You will find it interesting and 9” 3 2 ~ 
informative. Just drop us a line or use the coupon. = $ Pa 
if * <r a e 
BUSSMANN MANUFACTURING CO., ST. LOUIS, MISSOURI 2 jf a 
A Division of the McGraw Electric Company “ a ~ <¢ Cc 4 
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A Revelation 


in Hack Saw 
Cutting; 





The SELF-STARTING 


DUPLEX 


Patented U.S.A. 


ELECTRICIANS 
SPECIAL 


24/36 Tooth Combination 


36 pitch teeth on forward 
end take hold instantly— 
do not rip out. A smooth 
start on the first stroke! 


24 pitch teeth on remainder 
of blade follow through 
to complete a clean cut. 


This 24/36 Duplex is the 
perfect blade for electrical 
work—BX, Metal Cable, 
Wiremold. The 18/36 pitch 
combination for heavy con- 
duit. Get this new improved 
blade that has been thor- 
oughly tested and proved. 
NO EXTRA COST! 


Ask your Electrical Wholesaler or 
write 


THE HENRY G. THOMPSON 
& SON CO. 


New Haven, Conn. 


Est. 1876 











conduit as referred to in rules 402 
(c) or 404 (d) and lead covered 
wire should not be required. The 
use of cement pack around the few 
inches of the conduit below ground 
should further satisfy us that lead is 
not necessary. 

Read rules 402 (c), 404 (c), and 
404 (d) through slowly and care- 
fully and observe mentally the pic- 
ture obtained from each rule. 





LOCATION OF SERVICE SWITCH 


With reference to Section 405- (b), 
will you please advise if, in your opin- 
ion, the position of the Murray No. 765 
entrance or lighting switch shown on 
enclosed sketch would comply with the 
meaning “at the nearest readily access- 
ible point to entrance of service” or 
not? 

We have in mind two separate in- 
terpretations of this ruling by two dif- 
ferent departments of underwriters; the 
one to the effect that an extension of 
service conduit not exceeding 10 ft. 
within building is permissible; the other, 
to the effect that all entrance switches 
must be located at a point not more 
than 18 in. within building from point 
of entrance of service conduit. 


No hard-set unalterable distance 
can be set to satisfy the rule to cover 
all installations as the actual condi- 
tions in each individual case must be 
given consideration. 

In many installations the leeway of 
10 ft. might be several feet too much 
and in others it might be too small. 
The distance between the point of 


In the diagram shown the service 
conduit for the lighting service is 
within 5% ft. of the point of en- 
trance and requires but 7% ft. of 
service conduit. Because of the loca- 
tion of other service equipment it 
cannot be placed closer to the en- 
trance point and it certainly seems 
that it is as near as practicable. 





CONTINUOUS SERVICE WIRES 


Does rule 405 paragraph B-1 mean 
that the service wires must be the same 
size through all the meter switches? If 
you had three meter switches and one 
was to be for a range, the range switch 
being the first switch and the entrance 
wires to be three No. 4 wires, could 
you feed the other two meter switches 
with No. 8 wire. This means there is 
no master switch. 

I think the service wires should be 
continuous through all the switches. Am 
I right? 


The second sentence of 405 (b) 1 
is quite clear in specifying that the 
service wires “shall be continuous to 
the last service switch and cutout”. 
That is they shall not be spliced but 
shall be the same size right through 
to the last meter but the leads from 
the service wires to the individual 
service switches may be tapped to 
the service wires. In this case the 
individual leads should be not less 
than No. 8. 

In the example given the No. 4 
service wires should be run as a bus 
through to the last meter pan. The 
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entrance of the service switch should 
always be as short as possible. This 
rule however, should be reasonably 
adhered to and reasonably interpreted 
by both the installing contractor and 
the inspector. 











last two individual service switches 
could be fed by No. 8 wires tapped 
off from the service bus. The size 
of the tap for the range meter would 
depend upon the load required for 
the range. 





UMI 


February, 1932 ELECTRICAL CONTRACTING 23 


Reduced Prices , 
for REDHEADS. 


Due to increased demand on the part of electrical contractors, which 
enables us to step up our production, we are reducing the price on the new 
Steel City Red Head Wrench effective at once. 

This wrench gives you new speed with one hand action. No adjusting— 
just drop the wrench on the pipe and pull. Your other hand is free to hold 
the pipe while your hand turns with the wrench. The harder you pull, the 
tighter the grip. The smooth, straight surface of the base will protect your 
pipe and is a perfect cushion for the fulcrum of your leverage. The Red 
Head oe is made from the finest steel with extra hard teeth that will 
last and last. 


Get this new speed producer and motion saver in your kit now at it's 
new low price. 


Your jobber has these wrenches in stock but if temporarily out write us 
and we will see that you are supplied with one immediately and bill it 
through your jobber. 


NO a 
ADJUSTMENTS Fits pipe, bars, nuts, 


etc., sizes '/, inch, % 
inch, '/2 inch, 5 inch 


and one inch. 







































See the Steel City complete cata- 
logue, pages 67 to 90 inclusive, in 
the 1931 file Electrical Trades Cata- 
logue or write us direct for a cata- 
logue of the complete Steel City line 
of SHERADIZED wiring materials. 








ALSO 
THE ALLE® 
PIPE BENDER 





No. | and No. 2 Allen Pipe Bend- 
ers on the job take care of all sizes— 
no adjustments—no crushing, perfect 
curvature—save material, time; and 
eliminate accidents. 


Write for “Steel City" catalogues. 





THE STEEL CITY ELECTRIC CO. 








— PITTSBURGH -PA. 
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NEWS AND SERVICE 
INFORMATION 





MATERIAL FOR THIS DEPARTMENT IS SUPPLIED BY THE HEADQUARTERS 
STAFF OF THE ASSOCIATION OF ELECTRAGISTS, INTERNATIONAL 


420 LEXINGTON AVENUE, NEW YORK, N. Y. 


President, L. E. Mayer 
14 North Franklin Street, Chicago, Illinois 


Vice President, Earl N. Peak 
1603 West Main Street, Marshalltown, lowa 


DIVISIONAL EXECUTIVE 
COMMITTEEMEN 


Eastern Great Lakes 
Louis Kalischer E. D. Brown 
288 Livingston St. 2470 Grand River Ave. 
Brooklyn, N. Y. Detroit, Mich. 
Southern Central 
D. B. Clayton F. T. Langford 
844 Martin Bldg. 511 S. Third St. 
Birmingham, ‘Ala. Minneapolis, Minn. 
Southeastern Mountatin 
W. W. Ingalls R. R. Reid 
315 S. W. 10th Ave. 1957 South 5th East 
Miami, Florida Salt Lake City, U. 


Pacific At Large 
F. O. Sievers L. K. Comstock 
468 5th St. 16 East 52nd St. 


San Francisco, Cal. 
Eastern Canadian 
R. A. L. Gray 
85 York Street 
Toronto, Ont. 
Western Canadian 
J. H. Schumacher 
344 Main Street 
Winnipeg, Man. 


New York City 


J. A. Fowler 
118 Monroe Ave. 
Memphis, Tenn. 


General Manager 

Laurence W. Davis 

420 Lexington Ave. 
New York City 


Contractors Organized for Industry Welfare 





A.E.l. MERCHANDISING SURVEY 

Robert J. Nickles, of Madison, 
Wisc., has been appointed chairman 
of a special committee of the A. E. I. 
to undertake a survey of the electri- 
cal contractor-dealers’ merchandising 
field. 

It is proposed that this survey 
should include not only the gather- 
ing of information as to existing bad 
practices of certain utility companies 
in their merchandising methods, but 
also to gather all of the facts possible 
as to the changes in policy in the di- 
rection of cooperation by many utili- 
ties under the new attitude and inter- 
est of utility executives in trade rela- 
tions, 

Mr. Nickles’ committee proposes 
also to make a survey of the position 
of the non-electrical stores in the 
merchandising field and their mer- 
chandising policies as applying to 
their electrical departments, which 
are adding difficult competition to the 
strictly electrical dealer. 

In many cases department stores, 
furniture stores, hardware stores, 
etc., with their diversified lines and 
their common practice of cut-price 
sales, time payments or long credit 
with no interest charges, or with their 
chain store buying methods, are set- 








R. J. Nickles 


ting up a new type of competition 
that needs as serious study as the un- 
ethical utility merchandising prac- 
tices of the past. 

It is of the utmost importance that 
every electrical contractor - dealer 
throughout the country should co- 
operate with Mr. Nickles’ committee 
in placing in his hands all possible 
information as to competitive condi- 


tions in electrical merchandising in 
every territory. This should in- 
clude not only accurate and up to 
date reports on present merchandising 
practices of utility companies, but 
also complete and definite informa 
tion regarding all other types of 
competition with which the electrical 
contractor-dealer is faced. 

To what extent are department 
stores, furniture stores, hardware 
stores, chain stores or mail order 
houses becoming a serious competing 
factor? Typical examples of cut-price 
advertising or similar merchandising 
inducements of department stores 
should be sent to this committee, as 
well as information regarding present 
utility practices. 

All communications should be sent 
as promptly as possible to Robert J. 
Nickles, Chairman, A. E. I. Mer- 
chandising Survey Committee, 109 
West Main St., Madison, Wisconsin. 





SOUTHERN CALIFORNIA MOTOR 
SPECIALISTS 


Application for a charter as the 
Southern California Motor Special- 
ists Chapter of the A. E. I., has been 
received from a strong group of the 
leading motor specialists of Los An- 
geles and the surrounding cities. 

The following charter members 
signed the application for this new 
Motor Specialists Chapter : 

W. C. Hollins Electric & Engineer- 
ing Co., 

Industrial Electric Company, 

International Electric Company, 

Kaelin Electric Company, 

Littlejohn-Reuland Corporation, 

Motor & Machinists Electric Supply 
Company, Inc. 

Norton & Norton Electric Company, 
Ltd. 


ELECTRAGIST STANDARDS SUB- 
MITTED TO ALA. 


Through the cooperation of the 
structural service department of the 
American Institute of Architects at 
Washington, the Electragist Stand- 
ards covering Engineering Design of 
Residence Wiring for Adequacy in 
House Wiring Installations has been 
submitted to the structural service 
committees in all chapters of the 
A. I. A. throughout the country. The 
recommended form of specifications 
for use of the architects, embodying 
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Unit Block Construction .. 


Effected a considerable saving for one contractor who, with many switches 
to install on a large job, removed the blocks from his Colt-Noark Nublade 
switches and mounted the empty boxes. 


After he had completed his pipe work and pulled all his wires, he installed 
and connected up the blocks. 


He showed a saving in time and porcelain breakage that made this a very 
profitable method of operation. 


In Colt-Noark Safety Switches all parts are assembled from the front of the 
box making the above procedure possible and practical. 


May we show you how? Catalog (G) and an interesting booklet ‘The 
Rampant Colt” mailed on request. 


COLT’S PATENT FIRE ARMS MFG. CO. 


PIONEERS OF PROTECTION SINCE 1836 


ELECTRICAL DIVISION (Ss) HARTFORD, CONN., U.S. A. 


BOSTON CHICAGO NEW YORK PHILADELPHIA SAN FRANCISCO 
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these Standards, is also being re- 
viewed by these committees. 


Upon receipt of the comments and 
general review of the standards and 
specifications by these committees, it 
is proposed that a special edition will 
be prepared which will be sent to 
all architect members of the Ameri- 
can Institute. 


Such wide distribution of the 
Standards will help to promote the 
cooperation of local chapters of ar- 
chitects with the local industry code 
and wiring standards committees. 





1932 OFFICERS FOR RACINE 
ELECTRAGISTS 


The officers of the Racine ( Wis.) 
Chapter of Electragists for 1932 are 
as follows: A. C. Larsen, president ; 
M. H. Schultz, vice-president ; F. H. 
Patrick, secretary, and J. J. Small, 
treasurer. 


A BILL TO STOP BID-PEDDLING 


The A. E. I. has brought strong 
pressure to bear on the Government 
bureaus at Washington to correct the 
evils of “shopping of bids” by gen- 
eral contractors under the present 
method of letting of Government 
work. Every effort has met with re- 
sistance from the Government bu- 
reaus’ heads and with unwillingness 
to change their procedure or to as- 
sume responsibility for stopping bid- 
peddling and the destructive price- 








WOMAN EXECUTIVE KNOWS CONSTRUC- 
TION BUSINESS:—Mrs. Bessie Foley has 
been secretary of the Bambula-Bach 
Electric Co., Chicago, IIl., for about nine 
years. While primarily active in the 
finance and accounting end, she speaks 
the “Electragist” language fluently 
through long association with the work. 
This firm specializes in industrial work 
which requires engineering. 





NEW MEMBERS 

The following applicants have been 
accepted into the A. E. I. since the 
publication of the list in the Decem- 
ber issue: 

CALIFORNIA 

Los Angeles: 

Hollins Elec. Engineering Co. 

Kaelin Electric Co. 
San Francisco: 

Globe Electric Works 


New Yor«k 

Saugerties: 
Abbott Electrical Co. 
OKLAHOMA 


Oklahoma City: 
Krueger Electric Co. 
OREGON 
Portland: 
Bartlett Electric Co. 





cutting and unfair competition re- 
sulting from the system. Legislation 
appears to be the only effective mea- 
sure to obtain relief. 

A bill has been introduced into the 
House of Representatives (H. R. 
4680) by E. W. Goss, congressman 
from Connecticut, which, if passed, 
would correct the evils of bid-ped- 
dling and many of the unfair meth- 
ods of competition growing out of 
that practice which are detrimental 
to both the contractors and public 
interest. 


Under the proposed bill, bidders 
in their initial bids to the Government 
would be compelled to name their 
subcontractors. Thereafter, to make 
any substitutions, they would be re- 
quired to make justifiable explanation 
to Federal officials or be subject to 
liquidated damages for failure to use 
the subcontractors named. 

This bill is now in the committee 
on expenditures in the executive de- 
partments. It is one of over 5,000 
bills introduced in this session of 
congress. If it is to receive proper 
consideration and action by congress, 
senators and representatives from all 
parts of the country must be inter- 
ested in the bill. 

All electrical contractors are urged 
to write to their senators and repre- 
sentatives in congress and ask them 
to support this bill. Local chapters 
and associations are urged to take 
similar action and to bring it to the 
attention of other subcontractor or- 
ganizations in their territory. 


The terms of the bill are as fol- 
lows: 

Be it enacted by the Senate and 
House of Representatives of the United 
States of America in Congress assem- 
bled, that contracts in excess of $5,000 
in amount for the construction, altera- 
tion, or repair of any public building of 
the United States or of the District of 
Columbia within the geographical limits 
of the States of the Union or the Dis- 
trict of Columbia shall be awarded only 
to bidders whose bids are accompanied 
by a statement containing the names 
and addresses of the subcontractors, 
material men, and supply men whose 
services the bidder intends to utilize in 
the performance of the work. Such con- 
tracts shall also contain provisions for 
payment by the contractor of liquidated 
damages for failure to utilize such sub- 
contractors, material men, and supply 
men in the performance of the work. 
Sums assessed or paid as_ liquidated 
damages for such failure may be re- 
mitted or refunded by the Supervising 
Architect of the Treasury, but only in 
case it is shown to his satisfaction that 
substitution for a subcontractor, mate- 
rial man or supply man, as the case may 
be, was justified by reason of the ina- 
bility or unwillingness of such subcon- 
tractor, material man or supply man—to 
furnish the materials or supplies, or 
properly to perform the work, as the 
case may be. 

Sec. 2. No claim for the remission or 
refund of liquidated damages shall be 
granted under this Act unless applica- 
tion therefor is filled within one year 
after the liability of the contractor ac- 
crues. If any such application for re- 
fund of any sum paid as liquidated dam- 
ages is denied, or if no application for 
such refund is filled within the period 
provided for filing application under this 
section, such sum shall be covered into 
the Treasury as miscellaneous receipts. 

Sec. 3. This Act shall take effect 
thirty days after its passage but shall 
not affect any contract then existing or 
any contract that may thereafter be en- 
tered into pursuant to invitations for bids 
that are outstanding at the time of the 
passage of this Act. 








SELL APPLIANCES TO WIRING CUS- 
TOMERS: —Four months ago the Hesse- 
Schaeffer Electric Co., St. Louis, Mo., 
opened this store around the corner 
from the shop and sent out salesmen 


to sell appliances. Calling on regular 
wiring customers first they found this a 
help in selling household devices. Then 
when making sales to new prospects, 
additional construction business was se- 
cured. 
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Casy TO BEND 











@ This shows one way of bending Steel- 
tubes. No vise. ..no bench needed. Easy Easy "0. SaSene 


Every bend smooth and uniform. Use the Tubender as a straightening tool. Steeltubes that has been bent and 
Hollow handle slips over the Steeltubes. straightened, bends like a new piece. 


Steeltubes is easy to bend... and just as easy to straighten. This 
electrically welded conduit is made from tough cold rolled open 
hearth steel—and the toughest part is the seam. Steeltubes is 
BENT apne Gene ae wed to cut as it ae ane It oun the 
DING back strain and lost motion out of the wiring job. Made in seven 
sizes up to 2-inch . . . approved for open and concealed work. Try Steel- 
tubes on your next job— give it a chance to demonstrate its economy. 


Steeitubeées 





Tie Stecltabes Beadies Beckles tell Electrical Division 
teeltubes Denaing t tells . 
how to bend Steeltubes accurately STEEL & TUBES, INC. 


to measure. Write for your copy. Cleveland, Ohio 
(A Unit of Republic Steel Corp.) 


Steeltubes 


THREAODLE SS T BEN WAL L Gc on PF V 2s 
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SOMETHING NEW TO SELL | 








SALES FOR YOU 
EVERYWHERE! 


e@ Strowger Auto-Com is distinct- 
ly something new to sell—a small, 
private telephone system that will 
prove its own economy in every 
medium-sized business, school or 
public building. And business 
needs an inexpensive time-saver 
like Strowger Auto-Com every- 
where! 
e@ Youcan stock and sell Strowger 
Auto-Com like ordinary mer- 
chandise. It is so simple in con- 
struction that any electrician can 
understand it. Parts are like those 
used in the regular public dial 
telephone while the Monophone 
itself comes in colors to match in- 
terior decorations. 
e@ Every user of communication 
equipment will appreciate the 
clear, distinct transmission of 
Strowger Auto-Com. It provides 
the best private telephone service 
in addition to “special services” 
such as Code Call and Conference. 
e Write today for complete de- 
tails of Strowger Auto-Com— 
built by the originator of the dial 
telepbone. Be the first contractor in 
your territory with the Strowger 
Auto-Com franchise. American 
Automatic Electric Sales Com- 
pany 1031 W. Van Buren Street, 
Chicago, Illinois. 


STROWGER AUTO-COM 


Private Telepbone System Made By 
The Makers of Strowger P-A-X 


D>>>>>d>>>>>>>>>>>>>>>>>>> KKK KEELE KEKE KEKE KEE 


Automatic Electric 


|1nG for January. 


IN THE 
EDITOR’S 
MAIL 


LACK OF NECESSITY 


Editor, 
ELECTRICAL CONTRACTING: 

Permit me to congratulate you on 
your issue of ELectricaL CoNTRACT- 
It is most inspir- 
ing and, with a complete grasp of 
the situation, points definitely towards 
the betterment of the industry. The 
high point, to my mind, is that the 
lack of real effort in the past was 
due not to misunderstanding but to 
lack of necessity. 

Conditions today, however, surely 
demand more intelligent, intensive, 
sympathetic and co-operative effort, 
and, in my humble opinion, Exec- 
TRICAL CONTRACTING will lead the 
way by continuing along the lines of 
the January issue. 





Louis KALISCHER. 
Brooklyn, N. Y. 





THE OLDEST CONTRACTOR 


Editor, 
ELECTRICAL CONTRACTING: 

I notice in the Editor’s Mail of 
the January issue, where Mr. S. R. 
Payson of Providence, R. I., in send- 
ing in the clipping made inquiries 
about the number of years I had been 
in the business. Mr. Payson evi- 
dently failed to notice that my years 
of service in the electrical business 
were confined to the largest county, 
which is Brewster County, contain- 
ing six thousand (6,000) square 
miles, located in the largest state in 
the United States, namely Texas. 

It so happens that Mr. Payson has 
been in the business four times as 
long and five years over than I have. 
I take my hat off to him as he has 
been at it longer than any man I 
know of, but I am still the oldest 
electrical contractor in Brewster 
County, Texas, and that was all that 
was claimed. 

Since I have come to think of it 





Company 
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| Brewster County may be larger than 
| the State of Rhode Island, yet the 
| county only has a population of about 


6,000, which leaves one square mile 


for each person to graze on. You 
may pass this on to Mr. Payson, and 
I would like to hear from him. 

I can hardly wait for my issue of 
ELECTRICAL CONTRACTING and I 
never fail to read it from cover to 
cover. It has more helpful informa- 
tion and true facts to the page of 
any magazine or publication that I 
know of. 

MurpHy JOHNSON. 

Alpine, Texas. 





HOW TO CLEAN COPPER 
Editor, 
ELECTRICAL CONTRACTING: 

Can you tell me what is used in 
motor repair shops to clean copper 
and brass? 

I remember, some years ago while 
working in a large motor repair shop, 
copper and brass parts were cleaned, 
that is, dirt and tarnish removed, by 
submerging the parts in three large 
crocks—a minute or two in each 
crock. 

I am interested in learning some 
practical method of cleaning brush 
holders, springs, rockerarms, etc., on 
a small scale. Can you help me? 

Ww. Iverson. 
Seattle, Washington. 





RED SEAL RATIO AT PEAK IN 
KANSAS CITY 
Editor, 
ELECTRICAL CONTRACTING: 


That was a nice little editorial 
commenting on the way Red Seal has 
held up this year, but there is one 
thing that I should like to point out 
to you and that is the fact that as 
far as Kansas City is concerned, 
most of the building of residential 
units is still being done by the so- 
called “speculative builders.” Their 
natural tendency has been to cut 
building costs as much as possible 
and naturally the wiring has been 
looked upon as one of the ways to 
make a cut. Consequently, Red Seal 
has not been easy to sell. Neverthe- 
less, we are securing considerably 
more Red Seal homes than last year 
and our ratio of Red Seal homes to 
total homes built will be over 50 per 
cent for 1931. This is the highest 
it has ever been. 

G. W. WEsTon, 
Secretary-Manager, 
Electric and Radio Assn. 
of Kansas City. 
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GENERAL | 








G- 


FLUSH CONVENIENCE 
OUTLETS 


FOR EVERY REQUIREMENT 





Whatever type convenience outlet you 
need — side wired or top wired, single 
or double convenience outlets, General 


Electric has one for every requirement. 


G-E Convenience Outlets are easy to 


install — made of* rugged Textolite con- 
struction — plain face — easy finding 
slots — wide mounting ears. 


G-E Convenience Outlets are of superior 
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construction. The one piece self-align- 
ing contacts of phosphor bronze assure 
uninterrupted service and long life. Spe- 
cify and use G-E Convenience Outlets 


and G-E Textolite Plates. 


For further information see your nearest 
G-E Distributor or write Section D-322, 
Merchandise Department, General Elec- 


tric Company, Bridgeport, Connecticut. 


With G-E Convenience Outlets, use G-E Texto- 
lite Plates. They are made of the same material 
as the convenience outlets ... both make a com- 
plete, neat and attractive wiring job. 
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INFORMATION OF INTEREST TO ELECTRICAL CONTRACTORS 
CONSISTING OF ITEMS OF NEWS, SHORT ARTICLES, PRACTICAL 
IDEAS, ETC., OUR READERS ARE INVITED TO CONTRIBUTE TO 


THIS DEPARTMENT 





WIRING DISCUSSED AT LEAGUE 


CONFERENCE 
In the program for the Fifth Mid- 
Winter Conference of Electrical 


Leagues held at the headquarters of 
the Electrical Association of Phila- 
delphia, January 25 to 27 inclusive, 
one entire session was set aside for 
a discussion of the subject of wiring 
and wiring sales plans. 

Among the subjects scheduled for 
discussion were developing plans for 
adequately wiring homes; increased 
revenue from additional wiring; 
working with local building and loan 
associations; additional cost of re- 
wiring as compared with complete 
installation in the first place; latest 
developments in commercial and in- 
dustrial wiring plans; certified con- 
tractor plan and the bearing of ade- 
quate wiring on insurance. 





ILLUMINATING AND MERCHAN- 
DISING CONFERENCE 

The electrical industry of Colum- 
bus, Ohio, is sponsoring an electric 
illuminating and merchandising con- 
ference, consisting of eight weekly 
meetings, to which everyone in the 
industry is invited. 

The topics to be discussed at each 
meeting are the fundamentals of 
salesmanship and trade promotion; 
exterior lighting ; window wiring and 
adequate wiring; industrial lighting 
and selling electric signs; building 
construction in Columbus and house 
wiring and lighting; selling your 
product to the public and the electric 
range market; showmanship in the 
industry and value of doing business 
at a profit; office and store lighting, 
uniform and correct recommenda- 
tions and selling standard equipment. 


It is planned, as far as possible, 
to present information at these meet- 
ings that will prove of valuable as- 
sistance in solving various problems, 
and aid the contractors to present 
subjects of advanced _ illumination 
and adequate wiring to their cus- 
tomers. 


TO HEAR ABOUT ULTRA VIOLET 

A meeting for the purpose of 
stimulating the sales of ultra violet 
equipment will be held by the mem- 
bers of The Electric Association of 
Chicago on February 2, at 7:30 p.m. 
in the auditorium of the Chicago 
Lighting Institute. Many manufac- 
turers of ultra violet equipment will 
have their product on display at this 
meeting. 

Dr. Herman N. Bundesen, Com- 
missioner of Health, Chicago, will 
speak about ultra violet from the 
viewpoint of health, and Edward D. 
Stryker, Jr., manager, ultra violet 
sales incandescent lamp department, 
General Electric Company, will speak 
about the sale of this product. 


NEW MILL AND ELEVATOR CODE 

The new 1932 edition of the Mill 
and Elevator Mutual Electrical Code 
has just been published. This code 
is based largely upon the require- 
ments of the National Electrical 
Code, particularly Article 32 pertain- 
ing to hazardous locations, and cov- 
ering in detail the peculiar require- 
ments of milling and grain elevator 
applications. 

The code was first published in 
1909 at which time it was developed 
to provide proper regulations for the 
installation of wiring and apparatus 


in flour mills, grain elevators and 
feed mills. Subsequent editions have 
been issued from time to time. 

Copies may be had free-of-charge 
by writing to the Mutual Fire Pre- 
vention Bureau, 230 East Ohio St., 
Chicago, Ill. 


REDUCED LICENSE FEES 
REFUSED 

The recent request of certain elec- 
trical contractors in Wilkes-Barre, 
Pa., that license renewal fees for 
master electricians be reduced from 
$25.00 to $1.00 a year as it was orig- 
inally has been refused by the city 
council. 

The city council took this action 
when advised that more than twenty- 
five master electricians had already 
paid their renewal fee of $25.00 into 
the city treasury. 





ENDORSE ORDINANCE PROHIBIT- 
ING UNAPPROVED MATERIALS 
The Retail Merchants Association 

of Richmond, Va., and the Institute 

of Electrical Contractors, have en- 
dorsed a tentative amendment to the 
present electrical ordinance prohibit- 
ing the sale, as well as installation in 

Richmond of unapproved materials. 
According to T. W. Bowry, chief 

electrical inspector of Richmond, this 

tentative ordinance, which is now be- 
fore the electrical league for its ap- 
proval, will be presented to the city 
council early this year, and Mr. Bow- 
ry believes it will be incorporated in 
the present city electrical ordinance. 





ADOPTS ELECTRIC APPLIANCE 
ORDINANCE 

An ordinance regulating the sale 
of electric appliances in San Fran- 
cisco, Calif., has been passed by the 
board of supervisors. The ordinance 
provides that “only such materials, 
devices or appliances shall be sold, 
offered for sale, or exposed for sale 
which are approved for sale, instal- 
lation and use in accordance with the 
provisions of this ordinance.” It 
also provides that “the maker’s name, 
trade-mark or other identification 
symbol shall be placed thereon, to- 
gether with appropriate ratings nec- 
essary to determine the purpose for 
which intended, and that same shall 
not be removed, altered, changed or 
defaced.” 

(Continued on page 65) 
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ARROW ELEGTRIG DIVISION 


THE ARROW-HART & HEGEMAN ELECTRIC CO. HARTFORD, CONN. 
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TRIPLEX TIME SWITCHES 





ry Sf f 
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ACCURATE ELECTRIC TIME 


1. Waltham Watch Company movement 
2. Self-starting synchronous motor 
3. Silver finish dial, bronze numerals 
4. Rotating seconds indicator 
5. Tell-Tale interruption indicator 
6. Thumb screw to set clock on time 
J.) 24 Hour rotating rim for clamps 
* ON and OFF clamps easily set around 
~~. tim to control switching 
“9. Mercoid snap action switch mechan- 
ik ism for tilting mercury fubes 
10. Independent hand throw for switching 
1. ON and OFF switch pesition markings 
«. Mercoid enclosed mercury tubes 
13. 2 screws; a demountable mechanism 
14. «peste terminal blocks for wiring con- 
bi i 


‘15. Cecium plate steel housing, pee 
A Bs ed, pad ble, sealable, 
Glass window with bead and heer 





Replace Obsolete Time Switches with 
the Triplex Synchronous Motor Switch 


Write for detailed Replacement Plan and Bulletin 10-C 


2-Year Gusnntee 


TRIPLEX PRODUCTS CORPORATION, Clifton, N. J. 


























Suggested 


RESALE PRICES 


for Wiring Supplies 


The prices listed on the following pages are merely 
suggested resale prices for the commonly used standard 
supplies and equipment employed in electrical construc- 
tion work. They are based on average current trade 
costs throughout the country, very largely obtained 
from jobbers’ price sheets, and are also based on aver- 
age overhead charges. 


x * * 


Obviously, prices can be suggested only for the 
widely used products that are nationally distributed, 
and under no circumstances is this section intended to 
function as a directory of products or manufacturers. 


* * * 


The publishers wish to again emphasize that these 
are merely suggested resale prices and while every ef- 
fort is made to make them universally applicable and 
accurate we cannot guarantee them or assume any 
responsibility for errors. 


ee 
The prices appearing in this section will be complete- 
ly revised each month as trade prices may change. 


These prices apply only to the United States. 


Copyrighted, 1931 
by the 


Electrical Trade Publishing Co. 





























To Suggested Resale Prices 
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Page 
ACORNS—for Cords and Chains. .....PL-4 & 19 
ADAPTORS and Reducers for Sockets. . PL-4 & 19 
ADAPTI Fittings and Boxes...........PL-1213 14 


ADJUSTERS—for Cords............. PL-4 
ANCHORS or Expansion Shields... ...PL-16 

ANNUNCIATORS—Bell............. PL-4 
ANNUNCIATOR Wire...........+... PL-29 
APPLETON Entrance Fittings. ....... PL-13 

ARMORED CABLE—BX and Similar. PL-9 
= Fittings. ....... PL-14 

ASBESTOS Millboard................ PL-4 

eas Cord for Appliances.......PL-8 
* Range Witteoscccccccccce PL-29 
ATTACHMENT Piugs and Caps...... PL-16 


ATTACHMENTS—For Pull Sockets... PL-4 


BABY ENIFE SWITCHES........... PL-21 
BAR Hangers for Boxes..............- PL-5 
BASES—For Sockets..............++: PL-19 
BAYONET Sochets. ..........sse00+ PL-19 
BELLS AND BUZZERS............. PL-6 
BELL Anmnwnciators.............0.05: PL-4 
P Gcactccneccctocvcccscscces PL-8 
© FRM ces cccesoscccsoes PL-28 
 Fiiscntessccoccecesececenvcet PL-29 


BENDS and Elbows for Rigid Conduit. .PL-9 & 10 


BEND HICKS aad Elbow Fittings.....PL-13 





“= Enclosed Fuse...........+: PL-9 
BOLTS—Carriage, Stove and Toggle... PL-8 

o Expansion and Aachor....... PL-10 
BOX —Connectors or BX Fittings......PL-14 
BOXES—Adapti Boxes... rrr | 

- Cable and Loom............ PL-4-5 & 6 

va QamEccccccccccccccccocs PL-5 

e Camdeltecccccccccccecs . -PL-4-5 &6 

sas Cutout or Service........... PL-6 

“ Bees cccccccsccecsccesess PL-6 

* Haady or Utility............ PL-5 &8 

” ROUND cccccecccoccensces PL-4 

” BEB cccceccccccccccececce PL-15 

“ Outdoor Meter.......... -..PL-22 &26 

- GatbRacccccccscceccecesces PL-4 &5 

* Gabttcccccccccccccccccsces PL-4 


S Eatrace Switches—See Switches 


BRACKETS, Racks and WireholdersPL-7 & 8 


BREWERY CORD........... eenseed PL-8 
BUSHINGS for Rigid Conduit........ PL-5 &9 
Pasedlalacece ccccccccccce PL-5 
@ for Sockets. ......... «++-PL-6 & 19 
BUTTONS—Pesh for Bell Work...... PL-6 &7 
Ceiling P. & S. Porcelain. .PL-8 
BUZZERS AND BELLS.............. PL-6 
BX-BXL Armored Cables............. PL-9 
CABINETS— Meter and switch ....... PL-16 
SS ae and Lead Covered. PL-9 
beobeqncenetcuccenesa PL-8 


= Sete Romex, Etc... PL-9 
“ Packing Howse.............PL-8 


- Park—Noa-Metallic....... -PL-29 

' Park—Steel Taped......... PL-29 

sd Rubber and Lead Covered. . PL-29 

- Stagers...sseseeeeee soeee PLS 
CANDLE Sochets.........05.00se000 PL-19 
CANDELABRA Sochkets.............. PL-19 
CANOPY Switches............+..++..PL-20 & 21 
CANVASITE Cord.........0.000e0005 PL-8 
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Page 
CAPS—For Attachment Plugs.........PL-16 
- Entrance Fittings.............PL-13 


CARRIAGE Bolts. ......... és sdautd PL-8 
CEILING Switches............+++++++PL-21 
” DUNN cscoccccencsssoa PL-8 


CHASE NIPPLES and Couplings..... -PL-16 
CHAIN for Pull Sockets..............PL-19 
CIRCUIT Boxes and Residence Panels. .PL-17 
CLAMPS—Grounding..............+-PL-9 
ss Hangers.......200see++++PL-15 
6 Table for Bell Work. ......PL-7 
” or Straps for Pipe.........PL-9 & 27 
CLEAT Rosettes.cc. sc ccccccccccccess PL-19 
CLEATS—Porcelain Hasalloter.<...0s0- PL-15 
CLIPS or Straps for Pipe. ........ o+esPL-9 & 27 
FP BP EaeMekbsne coccccceces «++ -PL-9 & 15 
COLORING Fisid or Liquid. peoee eens PL-9 
a eee 
CONCRETE Bones. ..........0see05 
CONDUIT—Rigid or Flexible Metal. Le 
Bushings and Lockauts. ..PL-5 & 9 


” Cee c.ccecccccesced PL-9 

> Elbows aad Bends........PL-9 & 10 

” Fittings All Types........PL-1l to 14 

= Flexible Armored.........PL-9 

= Hangers..c......+00+ «++ -PL-15 

- Lockauts and Bushings. ..PL-5 & 9 

- Nipples........ oceses -. -PL-16 

™ PUMEe os co cccccceces PL-9 

* Reducers..........-.+++-PL-9 & 16 

es Tile Walccccccccccccccs PL-9 
CONDULETS—Fittings........... . -PL-11 & 12 


SS eee for BX, EtePL-14 
Solderiess...........PL-10 


Fixtere, Wire & Cord.PL-18 
° Greenfield and BX...PL-14 
* Cord and Motor.....PL-10 


COMPOUND—Pothead...........++.PL-17 
* For Pull Sockets............PL-19 
~ Extension—Made-Up........PL-10 

CORD Adjesters...... eeccce cccccecccee 


Coanectors 
COUPLINGS—For Conduit..........PL-9 
COVERS for Outlet Boxes............PL-4&5 
CURRENT TAPS........... ccccccceEree 
CUTOUTS—Piug & Cartridge Eaciosed.PL-9 


D 


DAMP PROOF Office Wire........... PL-29 
_ Wire. .....0000+000-PL-28 
DIM-A-LITE Sochets..............+-PL<19 
DOOR Switches and Openers..........PL-21 
“ Trips and Springs............. PL-7 


E 


ELBOWS or Bends or Conduit........PL-9 & 10 
ELECTRIC—Range Units...........PL-19 
ELECTROLET Entrance Fittings......PL-13 
ENCLOSED Fuses... ......0+0++++-PLol® 
- Cutomts.....ccccccccee es PLaD 
ENTRANCE Fittings.................PLi3 
> Panel Switches Plug Type.PL-21 
* Safety Switches..........PL-21 to 27 
EXPANSION Shields and Anchors... ..PL-10 
EXTENSION Cords made up.........PL-10 
at for Sockets........... -.PL-19 
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Page 
FEDERAL Bushings and Similar.......PL-5 
FEED THRU and Pendant Switches. ..PL-21 
FITTINGS—Armored Cable. eesceceesPLolé 

Adapti. ........0+0000+-PL-13 & 14 

= Condulets and Similar....PL-11 & 13 
Electrolets and Similar. ..PL-13 
Entrance All Types......PL-13 
Groundulets ............PL-16 
Konda Threadiess.......PL-12 
Spragulets and Wireless.. .PL-13 
FIXTURE Biocke—Wood......... ---PL-8 
= Gas ccsccccee coccceceoeame 


ssesee 


FLASHERS Skeedoodle Plugs.........PL-16 
FLEXIBLE Metal Conduit...........PL-9 
“ Leom-Non-Metallic. ......PL-15 
FLUSH Receptacies............++++--PL-17 & 18 
“* Switches and Plates........... PL-20 
FRICTION Tape. ........+0000+0++++PL=27 
FUSES—All Types..........0+++0+++-PL-10 
= Blocke—Eaclosed............PL-9 
PUSE Wite.ccccs cc ccccccccccccccccssFhk® 
FUSENTERS and House Panelboards..PL-17 


G 


GASKETS—For Condulets...........PL-i1 
G. BE. Fittinge—Eatrance.............PL-13 
GEE VEE Fittingeo—Eatrance.........PL-13 
GLASSWARE—Commerical..........PL-14 





—Modernistic..........PL-14 
- Coanesters for Flexible. PL-14 


GROUNDULBETS Fittings............PL-14 
GUARDS—Lamp...........ccceseees PL-14 


H 


HANGERS—Condwit and Cable.......PL-15 
a PaBcccoccceccocccccced aes 
HANDLES—For Sockets... .. oeceeeesPL-19 
* For Snap Switches. ......PL-28 
HOUSE RACES aad Wireholders......PL-8 


I 


INSULATED Nails. .............+++-PL-16 
INSULATING Liaks for Chain........PL-15 & 19 
= Paiat or Varnish.......PL-17 

‘: Staples. .........+-+--PL-16 & 27 
TRON Plugs..........ceeececeeceeeeePLol? 


K 


KNIFE Switchee—Baby..............PL-21 
KNOBS—Tubes and Cleats...........PL-14 & 08 
KONDU Threadless Fittings. .........PL-12 & 13 
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Page 
GAGS BareWO. oo ccccccccccccsccccce «+++ PL-27 
LAMP GUARDS............. eseeasa PL-14 
GE DONE s 6c cccccccccscceces PL-4 
LEAD Covered Armored Cables... ... . PL-9 
“* Covered & Rubber Cov. Cables... PL-29 
LEVOLIER Switches..............++- PL-21 
LINKS—Insulating..............- ..-PL-15 & 19 
- Renewable Fuse............- PL-10 
LIQUID for Coloring..........+.++++ ° 
LOCENUTS—Conduwit............0+. PL-8 & 15 
LOOM—Non-Metallic Flezible........PL-15 
LOCUST Pins.......cccececccccecee Phen? 
LUGS—Soldering for Wire............PL-15 
LUMINOUS Acorns for Cords.........PL-4 & 19 
? Buttons for Switches. .... PL-20 
MAGNET Wire. .........+-+-: ee PL-29 
METAL Moldiag...........- avancota PL-15 
ae Wiremold ..........0eeeeeees PL-16 
e ReBectere ..0..cccccecs -..-PL-19 
METER Boxes and Switches Outdoor .PL-22 & 26 
METER and Switch Cabinets .. .-PL-16 
METER Service Switches .........-.-.PL-21 to 27 


MINIATURE and Candelabra Sockets ..PL-18 


MOTOR Cord Connectors. ...........PL-10 
MOLDING Metal ........0.-.+++0++-PLol5 & 16 
MULTI Bushings. ....... 2200-0000 PL-5 
AILS—Insulated............02-000+ PL-16 
IPPLES for Conduit........ ee -PL-16 
ON-METALLIC—Park Cables. ..... PL-29 
OFFICE Wire. .......220cecceeeeeees PL-29 
OPENERS—Door. .........-e0eee0+: PL-21 


OUTDOOR Meter, Boxes and Switches PL-22 & 2 
OUTLET Boxes and Covers...........PL-4&5 
OVALDUCT Metal Moulding......... PL-16 


P 


PANELBOARDS Small House Type. ..PL-17 
PANEL Switches..........00+se2eeee: PL-21 
PARE Gabbe. ocenbesssceddedce cccedis PL-29 
PASTE Soldering. .......cccccccscess PL-27 
PENDANT Switches. ............+++- PL-21 
PENNIES—Conduit. .........0s000. PL-9 
PINS—Locust..........+. eienedecodd PL-7 
PIPE—Rigid Conduit. ...........++.- PL-9 
* Clamps and Straps............ PL-9 & 27 
OD: TR cccccccce eocccooceces PL-16 
© . FRE 0 00008000000 0080 +++sPL-17 
PLATES for Receptacies...........-++ PL-18 
* for Switches. ....cccccee «+. -PL-20 
PED CateeiR ec cc cccccscvcccepecces PL-9 
PLUGS—Attachment and Agollane.. -PL-16 
= Ee eae baaced PL-9 
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Page 

POTHEAD Compound. ........... «++ PL-17 
PORCELAIN Bushings..............+ PL-5 
# Cutouts. ces.ccccceccees PLD 

“ Knobs and Tubes....... PL-15 
PUSH Buttons, Treads, Springs........ PL-7 


R 


RACES and Wireholders.............PL-7 &8 


RADIO RECEPTACLES...... occcee PLAS 
RANGE—Units, Electric............PL-19 
RAWLPLUGS..... gepaisdecces eoceeePLAl9 
RECEPTACLES—Fiush......... ooeeePL-17 & 18 
S Radio.............PL-18 
™ Sign........+-+++--PL-18 
” Surface ............PL-18 
> for Conduit.........PL-10 to 14 
REDUCERS—Conduit....... escccessPL-9& 16 
% Chase. .......0000000+-PLoM6 
. Gottetncsidciccoccccess PL-4 
REFLECTORS—Metal............. PL-19 
REMOTE CONTROL Switches... --PL-21 
RODS for Grounding.............+++: PL-18 


~ for Conduit Fittings. +01 PLetl 6016 
RUBBER TAPB............2+-esese0 


S 


SAFETY Switches—All Makes. .... .-- PL-21 to 26 
SALTS—Soldering........ Loehebncee - PL-26 
SCREWS—Lag.......2.eecccesceeees PLo27 

ad Machine and Wood........ PL-26 
SERVICE Boxes or Cutout Borxes......PL-6 


SHIELDS—Expansion...........+++. PL-10 
SKEEDOODLE Fiasher Plugs.........PL-17 
SLATE Base Cutouts...........0000: PL-9 


SNAP Switches—Wall................PL-20 
“* Switches—Pull Cord Type......PL-20 & 21 


SOCKETS—All Types.............-.-PL-19 & 3 
SOCKET Adapters......... becesesnce PL-4 

= Attachments. ..............PL-4 

Bushings...........- seccees PL-5 & 19 

° Extensions. ...........+- ++» PL-19 

= Handles. .......200e000000+PL-19 

* Tule ccccccccccccccccccccscMak® 
SOLDER—All Types...........+0++++ PL-27 
SOLDERING Lugs......... coccccccePLaolS 


SOLDERLESS Connectors............PL-10 
SPACERS—For Boxes... .......++0000PL-4 
SPEAKING Tubes....... 
SPRAGULETS Fittings. ....... os 000. PL-13 
SPRINGS—Window and Door........PL-6 &7 
SQUEEZE Connectors........++00e0++PL-14 
STAPLES for Bell Work..............PL-16 & 27 


STEEL Taped Park Cable............PL-29 
STOVE Bolts.........cccccccvecccecs PL-8 
STRAPS and Pipe Clamps............PL-9 & 27 
STUDS for Fixtures... .......eeseee0+ PL-27 


SWITCH Boxes. . 





* Plates. . 

saad Door. 

° Entrance and Panel 

« Flush-Push-Tambler- 
Smap....ocecssss++--PL-28 

bo Knife.......0.sccecees+PL-2i 

= Meter and Cabinet......PL-16 

aa PatBocecccccccccccccc cares 





S—Continued 


Page 
SWITCHES—Pendant and Feed Thre. .PL-21 


sl Pull Cord.........++++-PL-20 & 21 
ss Remote Control........PL-21 
~ Time. .cccccccccccceces PL-28 


SWITCHES SAFETY ENTRANCE TYPE 

[ Bulldog........+.+++++++-PLn36 & 28 
Columbia....... queceee . .PL-25 
Murray ........eceeeeeee PL“ 





Safety | Noark........02eee00000sPL-M 

Eatrance{ Square D............+++-PL-2l & 22 

' Type Tremboll............+++-PL-23 
Trumbull-Vanderpoel..... -PL-22 & 23 
Wadeworth..............PL-25 & 2% 
| Westinghouse........... .PL-28 & 24 


TABLE Clamps...........000005 oeees PL? 
TAPE—Friction and Rubber..........PL-27 
TAPLETS—Conduit Fittings..........PL-11 
TAP—Carrent........cccceccccccees s-PLAld 
TELEPHONES... .....20000eeee00++PL027 
TERMINALS and Soldering Lugs......PL-15 
THIN Wall Conduit...........0+000+-PL<9 
THREADED Pipe. ........2222es000: PL-17 
THREADLESS Conduit Fittings. .....PL-12 
TIME Switches... ......000eeseee0+++-PL-27 & 28 
TOGGLE Bolts........0ccescceceees PLS 


id Switches...0...ceseeeeee++PL-™ 
TRANSFORMERS—Bell and Toy... .PL-28 
TREADS—Floor.......cceteccceeees PL-6 &7 
TUBES—Porcelain..........+++-+ «++ -PL-15 

” Speaking............++ ooee  PL-15 
TUMBLER Switches and Plates.......PL-19 
TWIN Sockets........... dtp ncenenesé PL-19 


V 


V. V. FITTINGS for Conduit.........PL-il 
VAPORPROOF Fittings.............-PL-12 
VARNISH and Paiat......... coccee --PL-17 


Ww 


WEATHERCAPS Entrance Fittings. . .PL-13 


WEATHERPROOF Wire............- PL-29 
- Conduit Fittings... PL-12 
WIRE—Rebber Covered... ee 
Weatherproof. . cdvtwoeesaee 

a Annunciator...... eoccccccoes PL-29 

a Asbestos Range. .... rrr 
sa Connectors. .......- ocoveswes PL-10 

ari Damp Proof.......sseeeee00+ PL-29 

* Deltabeston.........seseeeee% PL-29 

a Lead and Rubber Covered..... PL-29 
ad Magnet. ccccccccccccccccccces PL-29 


os Telephone and ‘Telegraph.. o+«-PL-29 
WIREHOLDERS and Brackets........PL-7 
WIRELETS and Spragulets. cn aastenaae 


WIREMOLD........0---+000008 ooo -PL-16 
WOOD Fixture Blocks eeccccccvcce +++-PL-8 
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Suggested Resale Prices 


for 


Wiring Supplies 





These are merely suggested resale prices for the commonly used products that 


appear regularly on jobber price lists. 


They are figured on generally accepted 


principles for computing resale prices and should cover average conditions but 


are not guaranteed. 


A-SUNDRIES 








ASBESTOS 
Asbestos Millboard—Per Pound—30c. 





ANNUNCIATORS 
House-Surface Type—Hand Reset 
Edwards Edw. & 


ixie Faraday 
No. Ansonia No. 81 or White P. & W. 
Drops Wood Metal Faraday No. Enamel Compe- Automa- 
373 tion tic 
2 $ 8.25 $11.00 $ 9.85 en 8=—s os 0eee. ~° Denke 
3 9.35 12.45 11.60 Dom @1 edthes™. i pecens 
4 10.90 13.60 13.05 16.40 $13.20 $16.50 
5 12.65 Deu ~igbabtet TPA, ~~“ ‘sseeee. neneun 
6 13.60 16.10 16.40 19.40 16.50 19.80 
8 16.10 18.90 19.40 22.75 19.80 24.75 
10 19.00 21.60 22.75 26 23.10 29.70 
12 21.50 24.25 25.90 29.15 Seoee «saa cnse 
15 27.00 S$ eee eee Tere 
are ae eee 34.60 40.00 Sete” | sees 
5.90 Gan i ¢ssie ” Sadie Gees § cenens 


2 3 
ES Basin:  basacs 2.25 ts. emtens—o . beueae 
(All other Annunciators—Sell at List less 10%) 





COUCH 
Electrical Reset 
Style D > F Flush Style F Flush 

Number Face Type Wood Face Meta! Face 

° Wood Face 

Drops Number Price Number Price Number Price 
. DA 4 $21.50 FA 4 $44.80 FA 4 $49.80 
6 DA 6 26.50 FA 6 49 30 F 

s DA 31.50 FA 53.80 FA 8 59.70 
19 DA 10 36.50 FA 10 58.25 FA 10 64.70 
12 DA 12 43.10 FA 12 64.25 FA 12 71.30 
5 _——-  *emnens FA 15 73.10 FA 15 81.50 
16 i. Mie <aneses —eaneas | usnacinn: stenieian 


A 20 FA 20 
Add for each drop on any of ae, 4s per drop 





ADAPTERS & REDUCERS 
For Sockets and Vases 


Price 
Mogulto Medium, ....scsccsccscccscsccccccsccccccscccccsccesecees . 
DDG OD TOUR 0 0.0.0. 0.006e0edssdsenes ccucioccesceseséseedl aes 25 
Cn OP SEEENNUIR, 6.6 00 0008000060600060000. 0660600 enon ebEens ° 
sh incor sehen kes 6000-09066sndtebnncacaaeannes® ant 
peratiel Reaege Co BANGR.. cvnsesccsivrscserserececeseescesten sess .35 
PO Ob PUNE 5 onkncccnsscastadbetnesess»s 600.0040 coeeduabeesk 1. 
Vase Adapters, gc No. S, 831, 832, SPOWEEOO. « 0 eens dths< 2.0 


Two-Light Vase Adapter, Brush Brass or Gun Metal, Complete with Pull 
Sockets, Plug, 6 feet Silk Cord—Rodale No, V-41 





EXTENSION ARMS FOR PULL SOCKETS 
For Brass or Porcelain Sockets a 8”—10”"—12”’or 14” Reflec. hae 





6”°—18” or 20” .70 
ADJUSTERS 
For Cords 
Pric 
Universal Cord Adjuster Standard Size No. 1417 to BO occ cs6eeous 3.10 
Weseere Fee, DOMD BE BOER cc cccccccceccces 15 
e e Reinforced No. 1419 554” Long.............+ -20 
Ball TypeN No. 1403 & 5 for Type C Cord. Dis ete donwebecthesss .10 
= No. 4634 & 5 for Reinforced Cord. % hole................. 112 





ACORNS & TASSELS 


Luminous Acorns and Pendants tor Pull Chain.................0000: $0.30 
Brass Acorns and Tassels for Pull Chain............ccceesecceccsecs -10 
Brass Acorns Adjustable for Linen Cord... ........cceeeescesecscecs -10 
RS EE GON EE GOO ok'nc b6 es cccccssecednstdacucecces -15 


36 





These prices apply only to the United States 


(See note on title page.) 


BOXES, SWITCH 


SECTIONAL SWITCH BOXES 
Single Gang—For Switch and Recep. for Old or New Week 


Black Gciea. 
$.21 


















For Loom ee .-2, 2M or Sur Yehow clamps $. ” 4 
For BX Cabie... 2 ess “ 216" With “ 19 = (121 
bétdesee 3” With * 34 .37 
For Rigid Conduit. . epeneceden to 2%" Without “ .20 -23 
ecegceees 4 Without “ 34 .37 
Spacere—For Spacer only deduct from any of above prices. .04 .05 
Kruse Sw. Box Supports—G. E. No. 6610—1634” Long...... 15 
With BRACKETS or EXTENDED EARS or LATH SUPPORTS 
For New Work we 
Depth : Black Galvd, 
For Loom..... PITTI TTT TTT TT 2, 24 or 2 Without clamps §&. = $.27 
Lenedadbooeuses 2, “ 216" With - -30 
For px Cable or Loom....-..2,2 “ 246" With “ 33 36 
Rigid Conduit........... 2 to 2% Without “ -28 .31 
SOLID GANG BOXES—GALVANIZED 
Covers Extra 
2Gang 3 Gass 4Gang 5 aT 6 Gang 7 Gass 8 Gang 
Price of Box... $ .85 $1. $1.60 $2.1 $4.15 $6.25 $6.65 
Price of Cover.. 40 ‘to “80 1. bo 1.95 3.45 3.85 





TANDEM — BOXES 








Blac Galvanized 
Loom, BX or Conduit 2 Gang 3Gang ‘Sa 2 Gong 3 a *s 4Gan 
Tandem oor 3 Deep . 68 %. 10 « $1 1-90 
2%" 81 1.23 $35 1.37 * 18 
DOOR SWITCH BOXES 
Black Galvd. 
For Rigid or Flexible Conduit without Clamps............... $.50 $. 
Ss °s ” - - CEs GIs co ccteccnccccesce .60 -65 
LAUNDRY BOXES 
A Galvd. 
Gem-Appleton or Raco, ete., with Single Receptacle.. epeccecece o3 $1.25 
Duplex esesdoccces Las 1.35 


For Concrete Boxes See Page PL-5. 
For Solid Gang Boxes See Page PL-5. 


BOXES & COVERS, OUTLET 











CEILING BOXES, ROUND 





Univer- 

sal Knockouts Price 

Nos. Size and Description Depth Bottom Side Black Galvd. 
36115 334” With Lugs Sécdecsocee " 3-4" &4 Loom $0.10 $0.12 
36116 344” ee cocdoocecas " 3-44" &4 -08 -10 
36125 Hs ie gg ” wasdeésoeal " 3-4" &4 * 14 .16 
ee. eee eee " 3-4" &4 * -12 14 
36716 d Pee Plate with Clamps...... 2%,  Y -09 -1l 
56111 rt Sage Ears vecesdasaneet " 5-4” or %" K.O. -10 -13 
ee) ee encccaeckncen " 5-4” or 4" K.O. .07 -10 
56115 4” Wieh Ears-Loom & Cond. " 3-4” &6 m -12 -15 
56116 4” " 3-4°&6 * -09 ll 
56121 4” With i nccdedenesee ” 5-4” or %" K.O. 14 -16 
GEISR 4 B” Neo Bate. ccc ccccscccce " 5-4” or %” K.O. -1l -13 
56125 4” Ears-Loom & Consek.. : i 3-4” & 6 m -16 -19 
56126 4” No Ears * . " 3-4” &6 > -16 17 
BRTIS  - G Fae FRR cc ce cccccnvscecevess 5-4” or %” K.O. 07 

OUTLET BOXES, OCTAGON 

Univer- 7 

sal Knockouts Price 

Nos. Size and Description Depth Bottom Side Black Galvd. 
24151 3%” Conduit Box........ 14” e * $0.11 $0.13 

151 3%” Kee Lor 1” = -15 
24151FS3 “ With Stud... 114” od 21 -23 
54151 4 Conduit Box........ 1” a 14 +17 
54151 4” =  eaedina oe 1” ” 16 18 
54151FS 4” “ With Stud.... 14%” 16 18 
54155 4” Cond. & Loom B..... 144” “4 21 24 
54171 4° Conduit Box......... 2h" - +26 -30 
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Boxes & Covers Bushings 
COVERS BOXES, OUTLET 
For Octagon or Round Boxes ; 
24C-1 314” Blank Cover Flat ess Gocos NE UTI 
~ ank Cover Flat....+.ssecsseceseeceeeees s . XES 
24C-2 3 MEInt 45> ib 56040 capeesencusiah .06 -08 4 'W CODE O ET BO 
24C-4 334” Flat be with 4" K. O. in, Center. oneete...-ommn .08 Size Stud Clamps Bush Price 
24C-7 344” Raised “ 4 7 eros .07 .09 Plates 
24C-12 334” Raised Drop Cover with %” Metal Bushing.. .07 .09 | 3 oy, Round Yes Two Be.  scensene 0000000000606 s006 $0.23 
C-28 34” Spider Cover for Switch or Receptacle peansoey .08 -10 | 3 Round No Two NO ce ceeescnceeeereeereees +23 
24C-31 3%" Raised S"Femerel Se lkcaccccs .07 09 | 3 Round Yes Two > ~veceneave SCoeceveveses ooo ole - 
24C-33 3%" Flat « 1%" hole for other * one eme 20 .22 | 3 Octagon No Two TWO. cvcseces 00006dnpsecvecens -16 
94C-35&863%" Raised * 1%" * © ** Joon. .07 .09 | 334x1)4 Octagon Yes Two TWO scccecs eeccece Cerccccese - 20 
24C-39 334” Flat “for fluted devices.............. .18 -20 | 339x}g Roun No = Two = NO ss eseseeeenneseesseeeeees -18 
54C-1 + Blank “* aed talk dtharee eae i dine te .06 .09 | 334x% Round Yes Two BN 16 noveed Sb ecueeenececcoens 15 
54C-2 4” ’ wr i: cnibhaexemedoadenadies .07 -10 | 334x1% Octagon No Two . Two ...seees tee eeeeeeeeereees : 
54C-3 4° Raised “ pen 94” Deep.......+ssseeeee .10 .10 | 344x134 Octagon Yes BOO TWO. ccvcccccuseesccoeaceseses 27 
54C-6 4” Flat * with a? K. O. in Center ee 07 .10 | 4x1 ictagon No a 700 600656060000 O60mREe Reseed -27 
54C-7 +4" Raised * . dd 4% ‘Gain iS 09 .11 | 4x14 Octagon Yes WU. et atenhiuds cacmbiduhdkesad 24 
54C-12 4” RaisedDrop* %" Metal Bushing....... 08 .10 | G.-E. Cable” Boxes for Straight 1 Electric or Coakinction No. 5200-01...... .20 
54C-28 4” pider P, hag Switch or Receptacle........ -09 .11 | Hope Cable Boxes for Straight Electric or Combination No. 2 & 4 & 14... 
54C-31 4° Raised * Federal Sign “ = ........ -08 .11 | Thomas & Betts No. 565-66-67-68 Standard Cable Boxes.............. -22 
54C-33 4” Flat . 1%" Hole for EL ete egg ll .13 | Thomas & Betts No. 553-554 Dead Ground Cable Boxes.............. -35 
54C-35-6 4° Raised * DT :? - bhsbhe-ce .08 .11 | Thomas & Betts No. 160-161 Flush Wall Type Cable Boxes........... 50 
54C-39 4° Fiat © for Fluted Devices........0.0.. -20 -22 
54C-48 4° Raised “* %* High Open Plaster Ring.... . 08 -1l 
OUTLET BOXES—Square BAR HANGERS FOR OUTLET BOXES 
Uni- oe Knockouts Price Boxes Extra 
versal Size and Description Depth Bottom Side Black Galvd. win ith Fiptace Stud) Price 
No. 4 ith 44 Stud add 5c ea.) 
51151 4: Sq. Comb. Gas & Elect... 1%” 5K" 8k" $0.17 $0.20 traight Bar 18” Long.......seseseeseesescceens Cee ee eeeeeeserecs $0.22 
51151 4 ‘lake |= 5-8" 9 -19 58 | RR, ae BNP Les oo oc ccc ccc cccncccccescceseceesececcsectess 30 
52151 + © Conduit Box......... 1%” 5%” 10-4" 17 “20 | Shallow Offset Bar 1936" EMME: oor ccccnesosccscesboctbéoccontssoce 26 
52151 . EE 114” 5, 10- “19 28 1 ee Cleat Bar DO” BANG. occ ccccccccccccccvccsccessccccssesoce 35 
52171 i. . . i ee \ an |" a!) an 56 Deep Offset Bar 194” Long CCOOOH Sere ee eeeereseseeseseseresessecs . 26 
72151 4144"* * _ PRE RE ee. 1" rors nme AB Fee Cie ee BE Bes 6 occ ccc ccccsccvcccceseccesiccsceistose 35 
72171 41i4"* * eR alee 2%" %-%-1" Hier id Mec 51 ey os os > PT EE sic ccsccccccconescccccesesdgbeceesisnece 15 
SOS TNE 6 iv 60 6665 650065. 0656 5 5 00 6000 0056055666 O es THK E HENS 12 
COVERS For Square Boxes SOE NIT TN oho 505k sdk dade bates tedascacecebenteievde 20 
52C-1 4’”S Sq. Blank FURS. ccvcscccvccvccccscccessesccee $0.08 $0.11 
52C-2 BE. courte +agpercsahonsecsscees -ll -14 
52C-3 4” “* Raised 5%” High Open Plaster Ring......... 14 .16 SET-UP BOXES WITH BARS 
<2 . rat ~ 44” m Oo. ay r Wr. eeeveeveses -1l -13 For Loom 
t " * Raise rop wit , im Center ..cees +15 -18 H 
52C-12 rf ” : ss Metal Bushing........ . 13 «15 Sie aoe one Cpe. 
52C-13 4" * . 38% for Switch or Recept........... “il +13 | 334x%4 Round No None None........-.ese0. Ccccccccccccececces $0.30 
52C-l4 4 % 00 eecece -12 -14 | 3i4xlk Round No Two None 
tT i es | a ‘ — 38 
520.16 re “yrs e ee 19 22 344x% Round Yes None None .385 
52C.17 “: ‘ ne 98 es. "16 "19 344x% Round Yes Two None .40 
52C-18 a” * « wage . « "17 “20 For New Code Boxes 
52C-19 a" * « oe - . . aS eee "22 24 344 x1% Oct. Yes Two None .45 
52C-21 a" * . ae . “ _ a RS “24 "26 34ox1% Oct. OD Be 7. Walle dike dn dda edb nse b0sss0000000600 .50 
C-28 4” “* Flat Spider for on Switches......csccccse 17 -19 | 324%34 Round No Two None 45 
52C-31 ”" © Raise for Sign Rec DS Geeddettlonuatiteth a “10 “11 | 3 x Round PURI MC Ses cnc icceenesaundoessestiieeed .45 
ESD a OS a, Pe iren ge rtetes 115 118 | 42124 Oct. Yes Two None -50 
52C-39 nes renee at hpeneaenneenann naaud .27 130 | 42134 Oct. Yes Two Two. -50 
52C-48 "hile “ with 24%” Opening Plaster Ring..... -12 14 For Conduit 
52C-57 @ * ? For French Fixture..........cccee0 .383 .386 | 4x4 Round Be MOREL SD ooo cn codbubesSumccsbwedbiheotee .30 
52C-62 @ ¢ 7 Re Oe Be” Gs vc cecvcccss .10 .13 | 4x34 Round Wee Se iin dns ecannnntidehs db ddbhbebeced .35 
72C-1 4114," Sq. Blank is Raw 0006000000esesee0ene0es -28 
72C-2 sie 7 ins Chi donieenadal sash saasb au -32 
72C-3 414" . Raised With 347K aie «3: se < ehoseeseeueceeleens .35 B HIN 
72C-7 4i1 z Wit » in Center..........eeees “ OCKN 
72C-12 risa . Drop 3 SO eit 33 US GS & L UTS 
joxene 4116" " ” as 1” for — Sach tmancedins -37 7 
72C-18 41 - . BP Rnnwwesesebeveseses 5 
72C-48 ttt , ” OF en 54” High.. 3 PETIT ED 3S BUSHINGS & LOCKNUTS 
Special 4° Cover for One Push or Tate Switch or Single For Rigid Conduit 
covers ‘ of oa“ wae re. o> sions Bnesss ageasses -22 -27 %" %"" 1” 1%" 
or ec P over wo ush or oggiec wite es or wo - 
ee * k Dis ceeweceseesewsé é ° ° 
Se eTeeTat aie oe ean ee <i A a Hai ah a 
or Octagon & ware Boxes - * in, a. ee 
25151314" Octagon Ring— 134" Deep... ..-..-. qtg0.23 30.25 | Locknute—Each.......... 0.25 C.D 6S 6. 8 Ge 
53151 Square lag 136" lle : = “28 Bushings—Each.......... -08 .14 -21 -32 63 1.00 
73151 a 4” Square Ring Se ME hae dnc viakvsadbsGbeneee aa "59 
55171 * Octagon Ring Hs Deep ....csceccecceceees -43 .48 
53171 “ Square ie; rererererereerrrrrr eres .70 PORCELAIN CLAMP BUSHINGS 
73171 4114" ech St AS 4-5 SE ee -65 “*Federal’”’ or Equivalent 
HANDY OR UTILITY BOXES & COVERS Cat. Inside Outside Wire Beshiog Extra Ring 
For Use With Rigid Conduit No. EO. Size Size Sime Each = Each 
: Universal A-1 ” 6 ‘4 No. 10 $.08 04 
Description Numbers Price A-14§ “ wf 4% No. 10 “40 
Box 3941134x1% For Rigid Cond............0e0eeeeee0s 58151 $0.22 | A-? be 8 % No 8 “20 O4 
Box 42344211 For Rigid Cond.. ............2 2 cence 58361 ‘24 | AS 4 Fd . fre ie 6 
COO MEE Gc c odha> cathepevedcoudseotlt shade -22 A-4 : ” No. 00 “15 07 
Box 4uB}62306 For Rigid Condes cccccccccccosccccccces 58371 -22 A-6 1, 1% : 460 CoM = -10 
Bet CH, PUP GUS Giles e oc nsec cécanteseeocceeet casas .60 A-6 5 ” 1% 2% A Mill. CM -< -12 
Ne I sis ca bes b0dnn bce ckabeteheséace 58Cl .10 zt ie, Fd ‘6 no = 06 
i ic cnn & aon eaienhedm ame J aud .13 K-1 if. 1 1 No. 19 33 04 
Cover Raised for Flush Plug NC Ces « EN ctdeamar aces ea éfenn .30 K-2 “a Me No. 8 -37 +05 
Cover far Baie, Ressgtnel’ ossicic cs siiccccsccvoccsceccceces 58C5 -19 
Se Ske Ee SEENDNOEED 5 0. vce wecansegeseusieesteanas 58C7 -19 
Cover for Toggle Flush Switch ... 2.2.0... .cccceccccccce 58C30 .19 “MULTI”? PORCELAIN CLAMP BUSHINGS 
Sepa Ger Ges. PUe BO ovcccvccccccocececvcecccecs 58C3 -19 
qqovee for ase 1 biteece Ret ta < ian se ks be bmee ne 58C33 18 Cat. Outside 
pee San ey NOD. oun 60s v'sebus os ce eaceseénacia 58C28 ; No. i 
CRG WN hi ces dirawndhen'gs's ans os dbaenapencdo nn 58C6 or 10 rv note Bes wer "Yee 
Cae Ge ee Se Ns 4 awk 454% ce chkbchabmcsseoenl Sébnns .27 12 ‘1g No. 14B&S 12 
Cover with Bushingfor Cord........... ie ‘16 15 ws No. 14B&S 110 
20 1B No. 
CONCRETE BOXES Galvanized Only 30 1 No. 2BaS ‘1 
Depth 14%" 2” 214” 3” rf 5” 6” 40 1% 000 -20 
Box & Back Plate with % Stud.. 0. a se08. doso. 4080. 43$0.47$0. 55$0. 64 50 1% 350,000 .80 
pee & ee % ‘Stud. “i oy :3 F 385 .39 .42 .51 .60 55 1% 600 000 .38 
ate only 44%” Diam. without e. ‘Stu 3 2%° K. + Sereen % 60 2s 000, ° 
Plate only 444” Diam, with %&” Fixture Stud 3 “and 33 eg “T Rie — ié 7 nakatuiss 7 
Plate only 444” Diam. with 4” Fixture Stud 34" and 2%°K.O........ . 
SOLID GANG BOXES PORCELAIN NO CLAMP BUSHINGS 
eis a . ; Covers Ratre Multi- With Spring Clip, Not Threaded 
alvd. Only 7 i 
Gang Gang Gang Gang Gen Gang Orns Catele ries Hole A calle bail ry Me Bs A re 
Bor Price, . $.85 $1.20 $1.00 $2.15 3 Gn SOlinmEO oe 2 3 if ve " 
Cover -40 -60 -80 1.00 195 ee Oe, SEs so scnss nexkesenss bens $.066 $06 $. $. $. 
These prices apply only to the United States 
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Boxes, Floor 





Bellis and Buzzers 





THREADED COMPOSITION BUSHINGS 
aK Entrance, Cut-outs and Fyne Boxes 


















































BELLS AND BUZZERS—Continued 
Skeleton and Weatherproot Bells 
J e 7 





Size 2” af. 
620 D.C.Skeleton $4.5535.00$5. 7587. oe. yess. a5 3. 20 $30.60 aa 
622 D.C.Weatherprf .......... «+--+ 13.0014.65 ..... 8.15 30.30 $40.85 
624 Wthpf.Trans.Bell..... ..... «2.0. ia: 3017, $8 oceans ai. 85 37.10 42.30 
Edwards 
Name No. Size Description Price 
Nubel 738 2%" Two Coil Non-Adjust.~Gray Enam. Bell 3 .65 
oes uzzer -60 
Dixie = 2’ a aa Class C-Non-Adjust. — .95 
- ose .90 
Combell 737 2%" —_— Coil Non-Adjust.-Gray } aod Bell & 
ibid dibhentedeeienetben knee sdineeee 1.15 
Tubell 738 .... Dble. Coil Non-Adjust.-Gray Enam. Two Bells 1.20 
Cadet 710 2%” Two Coil-Class B-Adjust. Bel 1.00 
” TED sace - Buzzer .95 
“ 712 3° “ “ “ « “ Bell 1.25 
« 714 4” pe pa pots » Bell 1.60 
* x e ¢ =" s Cow or Sleigh 1.380 
Buz-A-Bell 730 2i4* Two-Coil—Class C Comb. Bel! & Buzzer 1.20 
Monitor 156 3” Monitor Bell—Nickel Plated Gong 1.50 
Bronx 750 1%” Nickel Watch Case Buzzer 1.25 
Buzzer 16 .... Flush Buzzer fits Standard Switch Box 2.40 


Skeleton D. C. & Trangformer Ineide patie = Buzzers 
17 ““Economy”’Skelet. Bells ,, 


510 A. C. Transformer 


No. 15 Buzzers 


12” 


$5. 50 $6" 75 $8. 75 $14. 25 $21. 25 $27.50 


9.40 10.15 18.90 23.45 41.90 48.00 $7.00 
Edwards—Lungen 





MaB. .ccccccecesccscocecoccece © 0:0 0:0 o-0 One ene Ore GO ED Ss mse eeceees 


BNO. 2. cccocccocccccoceccce 


eee eee ee eee eee 


eee ee eee eee eee eed ee eeeree 





~~ 
a 


tommorow mS 
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~ 
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Iron Box Bells 
Small 244” Iron Box Bell Non-Adjust. Dble. Magnet ..... ecoscmomcee § . 
Sma! 13” Iron Box Bell Non-Adjustable Double Magnet........cceses 85 
Fancy Gong Cow or Sleigh Non-Adjust. Dble. Magnet. .. 0.6 oc 0000 a 1.65 
Se MOE Pn ccccccegessescasbiesebocs eccccceccceceoesesee 1.60 
6” Large Tron Bor Bell for Battery Current pecsées 00 cece eces eee ee 6.50 
a’ ee Oe Oe OF 8 8 Oe Oe me Oe oe 8.00 
Buzzers 
No. 1 Small Iron Box Buzzer Non-Adjust. Dble. Magnet. coceresesee § .40 
Watch Case Buzzer Nickeled, .......cccccccccccecs 1.10 
Midget Buzzer Nickeled........ cccccccsecesooece 1.90 
DE ae cccccccccovccccoeseses 2.15 
Flush Buzzer with Flush Piate.................... cccccccccccooeee 3.00 
Regular T ™ a Large Type 
Regular Type rge 
24" Regular, Vedsecnense «- $2.20 OC” Regular. .cccccccccee § 6.0 
Ceaccsooncs oo 2.25 8” wT 46cceneuneses 8.00 
RE LOO EEO 2.65 10” S cecceccceccoce 18.95 
Standard “a or Dinner... 3.05 S Dhaaes. ccccccccccoscs «615.60 
SER cc cccccccccoece 6.20 6” ww eveccccescesosn «6D 
- Ccececcccccce 8.75 © Gam ccccccccescccce eee 
87 CoM seeeseesesseceees 6.60 ee = rere 
Stanley & Patterson 
2%" 3° 
Name No. Description Buzzer Bel Bell 
Competition 400-1 Dble. Coil Non-Adjust. 3 .60 Sf Tae 
Eclipse 200-3 - © - - -90 -95 $1.00 
XxX 211-18 « © Adjust. B -95 1.00 1.25 
Marlo 221-29 © = 1.65 1.70 1.85 
Eclipse 208 Comb. Bell & Buzzer -95 .. Beer 
Commercial 402 = - = 1.10 1.10 eee 
Midget 331-34 All Nickeled Bell 1.50 Ba .. égeme 
4% 4 240 Watch Case Buzzer i rer sone 
i ae 238 Monitor onene) .  dedua 1.50 
mn 4” Cowor 
Name No. Description Bell Sleigh 
Competition 400-1 Dble. Coil Non—Adjust.......... eee seese eeese 
Eclipse 200-3 pas - *  aees eeeseee Ge. -anvcke 
XxX 211-18 S “ Adjustable B...... es x $1.80 
Marlo 221-29 e ™ Rosevcovcéee 2.25 2.65 
Eclipse 208 Comb. Bald G Bamteticcccsscccccss cocse cassie 
Commercial 402 - rhe © dabenesoushene aeeee eee 
Midget 331-34 All Nickeled Bell........ccccccces esese ees 
P. R. 240 Watch Case Buzzer......... ecccse coves eccce 
P. R. 238 BROMINE. cccccccccccccs eeccccccce cecce eccce 
Schwarze 
Buzzer 24 4” 
Single Coil Bell or Buzzer No.31&32.. $ .55 $. $3.70 $1.50 $1.35 
Double Coil Bell or Buzzer No. 311-321. .50 .50 -55 -80 coos 
Dowie ~ Combination Bell & Buzzer pa 90 
Flush Tyee Buzzer No. 31S........ 1.25 cece cocce eccce cecce 
_, SKELETON BELLS 
Ae of a” ” 6” oe 0” 12” 
Faraday... ..$5.70 i 7 00 $9.40 $10. 60 $16.00 $25.00 $31.00 
Faraday Elka. 5.25 %: 50 6.60 7.75 8.75 14.25 21.25 27.50 


These prices apply only to the United States 


£4: 1" - 2" 
Without a odbee ee §. bo $. a 12 : 14 ©$.16 $.45 $ .80 
With Locknut.......... -08 14 «15 18 225 -70 1.10 
Socket Bushings 2 
Maat Compatithat. cc ccc ccccsccccénecescsticeocs \” 1 %” 

POP BORN. + ccccecvcsccesncesesdénnsesstbnsses $.02 $. $.04 tie 
BOXES, FLOOR 
NON-ADJUSTABLE TYPE 

Latrobe R.& S. Steel City 
Fullman Russell Steel 
Mig. Co. & Stoll City Co. Descrpition Price 
100 - Comp. Out. Less Std. Recep. with Stem Nozzle $3.70 
101 2590 490 2.70 
110 2580 477 S e with S e & Bell ad 4.10 
112 2581 493 S S “3 Wire * e 5.60 
113 osee 491 ° “ 20A Polarz sae a Plug 5.80 
300 ones 499 Midget Out. with 10A Recep. no Nozzle 2.50 
ADJUSTABLE TYPE 
140 2502 400 Complete—Standard Box—Less Receptacle $5.35 
150 2503 401 Deep 5.35 
120 ceee eee « Standard sd e e 5.35 
130 oses e e with e 5.70 
“ADJUSTABLE GANG TYPE 
251 2511 441 Sel. Gang Less Recep. with 4" Cov. Plate $ 6.75 
252 2512 442 Two * * . . 13.20 
253 2513 443 Three * e e e r - - 19.45 
254 2514 444 Four * e e S . - 25. 
255 2515 445 Five S ° e ° al . . 32.00 
256 2516 446 Six S ° a sy Ps ms 38. 
NOZZLES 
For All st of Floor Boxes 
283 2686 469 For Duplex Tel. with 1s Brass Pipe 4. 
284 2696 468 e mestes. e 5. 
285 2644 = “ Dble. lex Recept. with 14” Brass Pipe 9.10 
274 2617 3” High with Wine Slot & Screw Ca 2.30 
295 sen For Duplex Recept. with }4” Brass Pipe 8.25 
206 2557 467 Standard Nozzle 1.15 
207 2558 466 - . 1.15 
270 eces «++ Stem Nozzle for Armored Cable 1.15 
271 2617 «e+ Bell e 1.65 
272 1945 «+e Stem e with Wire Slot & Screw Cap 1.90 
280 sone «+ Single Recept. Nozzle 4.10 
G. E. & T & B BOXES 
G. E T. & B. Description Price 
8000 8000 Utility Outlet Box Non-Adjustable we evccecesocos $1.00 
8200 1700 eee. - ~~ wo “epeveseoesten 4.00 
8220-40 1701-2 Three * _  . Veueneueeesees 5.50 
8300 1703 Extension ‘* ‘ Telo. or Signal........ccccces 2.75 
3400 1730-60 Two Wire “ * Adj.—Deep or Shallow........ 6.25 
842040 1731-61-2 Three “ “* * * Vs a 7  ssseees 7.25 
8500 1733-63 Telo. or Signal Floor Box Adj.-Deep or Shallow.. 5.00 
*““*BUSHED ELBOWS’’—‘‘BULB TEES’’— 
FLOOR COUPLINGS 
” 1" 
Bushed Elbows Iron Seveeeneutacesaueden $0.60 $0.80 $1.15 $3.45 
ee GEe  «=lpwcesenceeescessuess |. en0en 1.75 2.60 6.95 
Floor Coupling Braces. ....cccccccccccces 1.40 1.65 2.00 4.35 
TYPE “A” STEEL SURFACE CUTOUT BOXES 
Black 
Width Length. Width Length 
Short Long 3° 4’ 6” Short Long 3” 4’ 6” 
Side Side wf Deep Deep = Side Deep Deep Dee 
he I eo 30 $10.75 $12.40 
4 oOD coccee 8 «= cea ve i3 15 -75 4.15 
4% © Ode” Be seese §§ asees 15 18 .00 4.75 
6 6 -65 $ .90 $1.20 15 24 -70 6.50 
6 8 1.00 1.00 1.40 15 30 .35 15.30 
6 9 85 1.50 1.80 18 18 75 5.40 
6 12 1.35 1.25 1.95 18 21 .65 12.50 
8 8 1.35 1.10 1.70 18 24 .20 13.00 
8 10 1.45 1.25 2.00 30 -20 15.40 
8 12 1.80 1.50 2.25 18 36 .80 19.40 
9 9 1.10 1.80 2.30 18 40 -50 21.30 
9 lz 1.40 2.15 2.60 24 24 .30 17.40 
10 10 1.70 1.580 2.35 24 30 -10 20.80 
10 12 1.95 1.60 2.65 24 36 .35 23.75 
10 15 2.35 1.85 3.10 24 40 .30 26.60 
10 18 2.70 3.00 3.60 24 44 .35 45.30 
12 12 2.25 1.80 3.00 30 30 -20 .65 
12 15 2.40 2.30 3.50 30 36 .55 47.40 
12 | rrr eo 4.00 30 42 -85 53.00 
a ee 4. 5.40 30 48 70 61.30 
For Galvanized Boxes faa 2 5% to above prices. 
Ansonia 
ah 3” 4” Cowor 
Name No, Description Buzzer Bell Bell Bell Sleigh 
Ansonia 656 Sgle. Coil Non es 2 ae WS oe! jenee acaek - csaee 
Ansonia 657 Dble. Coil Non Adjust. .50 ae @ Ge setts ancas 
Wizard 659 Dble. Coil Non Adjust. .90 -95 1.05 $1.35 $1.65 
Eureka 641 Dble. Coil Adjust. Class 
esd akan seaneshenee 56 1.00 1.25 1.60 1.80 
Acme 631 Dble. Coil Adjust. Class 
| er ° 1.40 1.50 1.80 2.10 
Eureka 621 Dble. Wood Box Bel! 1.20 1.385 1.40 1.65 1.85 
Monitor 661 Round Type Monitor Bell..... ..... Bee. éenee eceée 
Wizard 666 Watch Case Buzzer Round1.25 ..... ..... coccee ecccce 
Ansonia 663 Comb. Bell & Buzzer BcGD EGP BBD cocce coece 
Aasonia 664 Comb. Bell & Buzzer ..... ere ecece cecce 
38 
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PUSH BUTTONS, TREADS. SPRINGS 





STANDARD PUSHES AND TREADS 



















Description Price 

Round 144” and 13%” Stamped Brass............. 0.0. c cece cence ess 90.20 
SE NS Tks 6 60 ote deh ~ 6000s bo c8hs seed web ces skis -25 
Round 24” with Card Holder Stamped mene bieces Doh e 866 Uo hiceesce .40 
Nectangular 4x2” Stamped Brass. P .40 
Hectangular 344x144” tamped Brass. . Petey cath eee aetna ee 
Chwal 2 97146 Seemeed SR ee re eae ne eee .30 
Eg RS a OE re Tt eee Cr a eee .45 
Pear Push Buttons—Wood or Composition................0200000+-- +60 
Pear Push Buttons— Metal, Nickel or Brass................ceeeeeee+- +85 
Desk Buteome—36" Bole—Nickel. < ccc cccccccccccccs saeecceccseces -75 
Desk Buttons—}4” Hole—Nickel. .. 2.2.2.0... . ccc ccc w eee e ee ceeees .65 
ae SPOOL, « » ow cde disc ccgs se 005006 56b860 Koes .45 
a Voltage %” "Hole—110 Volts. Nd erste $65 cckt i bee eNKS 06 wate eee. Oe 
ew icic cn» baehGnns 66 Pade ht abe de 00 OS 1.00 
Plone Pusine Combination achduass SPeteee cee tees Cees ce keane et Lee 
re a St CE aeiinnn ess epadinate tsk ateeescesbcccs Bee 
Wes PU NO Sas 6 Fwd Sake Cesk ck. cadets cbveebetas cess .20 

BAKELITE OR COMPOSITION PUSHES 

Round Plain 174” Dare -$0.30 Rectangular Plain 15¢x3%”..... $0.40 
Octagon Fancy 1%x1 * Diam. .85 Rectangular Fancy 14%4x3%”... . .60 
Oct.Card Holder arec Ee Diam. .40 Rec. Double Card Holder....... .85 

DESK PUSHES--COMPOUND 
With Buttons 
1 2 3 4 5 6 

Make and Description Button Button Button Button Button Button 

Edw. #146—Bakelite Block.. $2.10 3. 20 -65 $4.50 $5.25 

Edw. #197 Less Cord Bake. Bi. 3.50 4. ‘75 6.00 7.25 8.50 9.75 

Edw. #197 with 6’ Cord Bake. Bl 4.05 6.10 7.75 9.45 11.15 12.85 

Edw. #190 Wood—Less Cord. 4.00 5.35 6.60 8.10 9. 10.80 

Edw. $190 Wood with Conk... . 4.45 6.65 8.35 10.30 12.05 13.90 

Fara. $4C Wood Less Cord.... 2.00 2.30 260 3.05 3.50 3.90 
Fara. #2A Wood Less Cord.... 4.90 7.00 8.50 10.60 12.40 13.80 

Fara. B.D.P.Bake. Less Cord. 3.50 4.75 6.00 7.25 8.50 9.75 
Fara.M.D.P.AllMetalLess Cord 6.00 11.00 16.00 21.00...... ...... 

P&W #4 Wood Less Cord. . 2.60 2.80 3.50 4.30 4.85 5.60 

P&W #5 Wood Angle Less dist cnc: cata aeitel BBUGB .- cc ces 13.95 

P&W #12 Wood Less Cord.... ...... 3.30 4.25 65.45 ...... 6.00 

DOOR AND WINDOW SPRINGS 
Door Springs Window Springs 
Open Circuit Door Spring. ...... $0.40 Open Circuit Single........... $0.60 
Closed Circuit Door Spring...... -50 Open Circuit Double.......... .85 
Open Circuit Make and Break. -50 Close Circuit Single........... 1.00 
Open Circuit Door Trip......... 1.00 Open Circuit Transom........ 1.60 
OTHER PUSH BUTTONS 
Ansonia 
Round Stamped Price Round Cast Price 
514 144” Loose Back........ $0.30 511 1%” Loose Back.. ....$0.90 
515 2%” Loose Back........ -40 512 2%” Loose Back....... 1.00 
579 1%” Flush Push........ 1.00 508-10 2%” Loose Back....... 1.00 
E33 1%” Flush Push........ 1.00 540 2%” Loose Back....... -60 
550 24%” Loose Back....... 85 
570 2%” Loose Back....... -75 
F-33 Stamped Flush Push....$0.70 545 Oblong 2 Gang for Cards.$1.85 
G-33 Stamped Diamond Push. .70 545 Oblong 3 Gang for Cards. 2.65 
521 Stamped Push......... -75 545 Oblong 4 Gang for Cards. 3.65 
528-534 Stamped Push......... -85 546 Oblongl1 Gang.......... 1.65 
536-537 maper Push Loose 547 Oblong 2 Gang.......... 1.50 
s santinasesemete 1.00 548 Oblongl Gang.......... .75 
538 Seneel Oblon =. -. 1.25 549 Oblongl1 Gang.......... 1.20 
541 Oblong for Car . 1.65 577 Diamond Push.......... -70 
544 Oblong for Card.. 1.20 578 Diamond Push.......... -75 
Combination Floor Pushes “Compiete eddeds UAdncsee0ssceeeessankea 2.50 
Sy 6 Ce WOES Te Us 6 0 6 6b m0 66otndch bee ed ieesssesscacnas 45 
Edwards 
Round Desk Buttons Oblong Push Buttons 
621—%” Hole. ..........+-++: $1.40 602—2 Gang for Cards........$1.00 
GE Bc cc ccccccceccess 1.45 a_i i ee .40 
625—56" Hole... ..........--. 30 €08—Single...........20.0000 45 
1786—2%%" Watertight......... 3.00 650—Single Solid Cast Brass. 1.10 
Partrick & Wilkins 
Round Push Buttons 
ee Oe ie chetn chs 062 tebahn beet ecco: eterweeneed $0.15 
Ce Ce ED Cll ncn s Oe cbt + Ho ode S00 Phe hecccesceeeccunes «0h .85 
Oat Open, Clased and Dbl. Cont. Gh ccc... cccccccccccccccccescceccces -65 
Gals Teens Ceeeees GS << o6 cc pb con rk 060 bc gic ceenconspsnedeeqtvroess -90 
no os pe bap henkeekctnedsukestagasens seen . 55 
Se ET SNS IS SR SRSCC GSS cs os 65068 bd ee C8 hes oe ns ehese ts 65 
Oblong Pushes 
16 Cast Brass 444x134" DTG, cub cdactdttdacdesshotevedavecnes $1.55 
31 Cast Brass 5x2%%” Screw Cap..... . 2.15 
44 Cast Brass 4x2” Screw Cap.. 1.40 
708 Wrought Push and Speak 1 Pce 1.00 
907 2 Button and Card Holder.. 2.15 
908 3 Button and Card Holder... 2.95 
909 4 Button and Card Holder... 4.55 
Desk Push Buttons 
Car ng BOP Tne Wises Cees. « os ocbicccesccceccssccdececsesceees $0.45 
DS ee NE Cnn, oo oc cceseenescecsoeceusesenesesee 1.35 
re ep Sey CED NOE CANOE Sb ccccccccdacccecsevenesscecueeue 1.85 
Pear Shape Pushes 

Comioned Mashe B Dateiisec. ccs ceseccccckssedsrerssesessscsescses $2.00 
Cpe Bie © Ecce 00s 0050060 0cbesdesdbsssssreacdccecioes 3.00 
Wood Rosettes for above... ...ccceeesecees godt d0b065040600060008006" “SD 
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MULTIPLE PUSH BUTTONS 
Couch ‘‘Pushrites”’ 
With Card Holders 
Number Wood Base Type Flush Brass Plate Type 
of Plain Base Weighted Base 
Buttons Number Price Number Price Number Price 
4 7900 $ 3.35 79 $ 3.75 7940 $ 5.00 
6 7 4.60 789 GB. secaccecoenesesiceys 
8 7910 5.80 7990 6.65 7950 9.15 
12 7921 8.30 79010 9.60 7960 13.30 
16 7930 10.80 79020 12.45 7970 17.50 
20 793 13.30 7902 15.40 797 21.60 
COUCH UNMOUNTED PUSH BUTTONS ‘“*WORKRITES” 
Me. OF Ser 967 Thales oc ccccccccccsvccece Pret TTITTIC Titi rr $0.50 
Aalagter Tin. GES Te CRs kse isos Se cccdentaseccecsééssscosccene ¢ 
BRACKETS, RACKS AND 
Findlay—G. E.—Hubbard—Joslyn and National 
HOUSE BRACKETS 
For Pin Type Insulators, Less Insulators 
No. of No. of 
Description Wires Spacing Price | Description — Spacing Price 
One vials $0.25 | at $0.30 
Light Type Two 9” 55 | Corner Type Tee, 9” .55 
Three 6’ .90 Three 6%" .80 
One nai -40 r 
Heavy Type Two 9” 80 
Three 6%” 10 | 
HOUSE RACKS 
With Insulators Attached 
One = $0.40 Two 4” $1.10 
Four 4” .95 2 8” 1.65 
Light Type Two 6” .80 | Heavy Type Three 4” 1.75 
Three 3” .95 8” 2.10 
s 6” 1.20 Four 4” 2.20 
Five 4” 2.70 
WIREHOLDERS 
Separable Base With Insulator 
Light Type Two 6” $0.55 | Light Type Three 434” $0.80 
9” 60 | ‘ 6 
WIREHOLDERS 
With Insulators Attached 
One san $0.30 One ose $0.65 
Two 6” .55 Two 6” 1.25 
Light Type e 9” Heavy Type “* 9” 1.30 
Three 4" A Three 6” 1.85 
© 6” . 85 wi 6” 1.05 
SECONDARY RACKS 
With Insulators Attached 
Two 6” $0.90 Two 8” $1.30 
ae & 1 oo 8 +r gore 2.15 
Pi wo A é eavy Type Tw af 1.20 
Light Type Three 6” 1.20 . P° Three 4” 1.35 
Two 3” -90 a 8” 2.00 
Three 8” 1.30 
WIRE HOLDERS 
All Porcelain Screw Type Single Point 
Description Price 
2341246 MO TETIIT TT ii LTT iitL Lirik .20 
a a i a a 14 
nn 6.00 04 S059 ve vowteebathGewaded chbbn00000ndbenendseeesece -25 
Ps « ss 00a casmied dab matardeeennedtaeainand) mnbkhoonsaseas -20 
| Swinging DOMUTEENNCT sc ct «cick cine wtlned ed Rip ca cwseuncain .35 
See. © nsw cecsssccescevececssnscossphsvcobbeaees .35 
| e Bee ©. cicevescevetos vdencedsebndeeseeset ede haste .35 
SN SORE TENGEN. 5 cs eccvereecs cus csereneseghessabeteeecebeeeuls -25 
| ee ee eee rr rererryT TT rit: Tite rir t irre eT -60 
SPOOL INSULATORS 
All Porcelain For Secondary Racks 
SF. BREF. One Qe 6.6.8 56 8666686 CRN ESSERE CH esR ES tNCCSET 80.20 
SW TWD kcnc v0 cccscvccconsecoeeeeseqveqosncecvcesseese -25 
A x3%” One P Ag ccwdetdwccebedeedvbns Gob bot ed Povcocesecens .30 
K'x24" * © omboeesFoccconecccoecrcccceneccccenseecceecees es .10 
aerate: e © pecededsdsceauehecscccocsodsososccsvececscsogses 15 
, @  cccndbeides ocbRedsinesacqnteeeceagseedemeneere .18 
Sblon Light Tas 0 bs od bb wn ops 00-0600 04esesbvensggeusqungeeths 15 
SP Fe Ein << 0h. 680 00 ccdbbodscccecetééanes ccecececesesoce .18 


These prices apply only to the United States 
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Conduit 





Brackets and Racks 
UNIVERSAL RACK UNITS 
Rack Foot...... eccccccscceccooeee eveeresssecssccessooces wececesed $0.20 
¢ BBOORNERe ccc cccccccccccceccccccceseesecesccesoccccoeceesesess 
a ©, Cascescndeuun teckelauateseeatuadnnaiaeenendeusssaecuee 





INSULATOR SUPPORTS 








Universal 
Size Price Size Price 
——ea éteneesousoend eer eeeee 80.60 
lr. ccacaugebydaenne events DP os citaksdentehaconsnnte .65 
Ts asesacetasuciaedetenes 50 i ciddsndentdabenasaoannd 85 
WOOD BRACKETS & PINS 
Standard 
Wood Brackets 
1363 Oe. .cinevcseenaenel $0.05 15x2 
Ct Mh 2c candiwuaeanate .06 2 x2%x12 
Es i caccuannauedes .07 2 x2%x12 
2 x3 
Pins 
Locust 134 28......eceeeeees $0.05 = 13938 bat aenecoccesen $0.07 
Oak BIE MBe ccccccccsesess .04 Gam BRB ccccccccccese 





B-SUNDRIES, BOLTS, ETC. 





CARRIAGE BOLTS 
Galvanized 
3%" Poa - ye 5” 5%" ~—s«6” 
HGF $.04 $85 $.05 He $.07 
.07 .07 .08 .08 .09 .10 


MACHINE BOLTS WITHOUT WASHERS 


3” 
" Diam. Each.. $.03 
-° * << ve 














Galvanized 
Diam. Length 
e 5” ya , 8” 10” 12” 14” 16’° 18” 
Bah. ccccee 8.04 8105 8.05 8.00 
pe scecnce 08 09 $.i0 8.11 $.12 $.14 8.16 6.18 $.20 
er © pccetce cee ese tes Oe «15 -19 .21 .23 .25 
we S ceases So ‘enis-ieds cious ot -26 .29 .32 .35 
FLAT CROSS ARM BRACES 
Galvanized 
Length 
20” 22° 24” 26” 28” 30” 32” 
ty) eee eecccccece bt +3 0.38 $.25 $.30 $.30 $.35 
imza ecccccces ecccccecce 20 25 25 .30 .30 .35 .35 
STOVE BOLTS 
Round or Flat Head 
Le h ig” 5 Ld Diamesst ve or 
ngt 
Uptol”’ Long Per Dozen....... $.10 s40 $.12 $45 $00 
1% tol a o & hpeneece -10 -10 -12 ‘ -30 
14%to2\4%” * =  seasess -10 12 -15 25 35 
2% to 3” ps ps © .cocese oeee -20 -25 -80 .40 
3% to 4” ° as SF sccvcce eee -25 -30 35 .45 
TOGGLE BOLTS, STEEL 
2° 3” 3" a” 5” 6” 
Size— Diameter Loss Loos Long Lon Long Long 
4" Long Price Each...... $.1 ees $.1 éeee eee 
+ « e eveces ese -10 $.1 -10 ates ewer 
”- @ « © cesece -10 -10 -10 -10 $.11 $.12 
» @ e © cccese ell ll -12 ot? -18 -13 
- & e © ncenee | 15 


13 4 
NOTE: For Brass Toggle Bolte—2% times ain prices. 





REDUCING WASHERS 
For Outlet Boxes & Steel Cabinets 





Reducing Washers ll ag 1\%"’ 1%" 2° 2%’ 
Phoanas & Bett... ccccccccccccescces $.02 $.02 $. a $.04 $.05 $.06 
i. Wh, Ch. caseeeeeswoncoensndeees .02 .04 d .08 .10 .35 
K. O. SEALS 
For Outlet Boxes & Steel Cabinets 
For Closing 4” . 9 bot 66656606 6006 65'5068060600000 06 Sabb 0s 600068 $ .04 
For Closing a 4.00 60600006000 6060 006060006 6060 00000000606 66 .06 
Wer Coase E Bn Dance 00 5.0000 00 0000gns 0 cece ccs ccses cecece 08 .08 
Ceiling goss . 8 Porcelain No. 170—Each. ..........00seeeeee: 12 


Switch Bases—See Snap Switches Page PL-19. 





CORDS, FIXTURE, LAMP AND HEATER 


FIXTURE CORD—ONE WIRE 


Price Per Foot 

















LAMP CORD—TWO WIRE 
Price Per Foot 


Type No.18 No. 16 No. 14 No. 12 

Cotton Covered pulsed De ccosces & 8.02 $.02%4 $.04 $3.06 
Parallel Pair......... PO 034 04 .05 sans 

Twisted Pair......... PD 0 ' eer eee 

Artificial Silk Twisted Pair .......... Cc ‘034 -04 -06 béue 
* Parallel Pair .......... PO .02 -05 -07 oeee 





LAMP CORD, REINFORCED—TWO WIRE 


Price Per Foot 
aye No. 18 No.16 No. 14 No. 12 
Cotton Covered Light ue Type 6: P $.03 3.04 yf é ia 
Weatherproof .... ....+++. PSWP 103% 04 Pre ee 
Sr are sca iS P 05 07 7: oS 





HEAVY DUTY PORTABLE CORD 
*“‘Duracord”’ or Similar. 


Price Per Foot 
No. 18 No. 16 No. 14 No. 12 No. 10 


Type y: Light 2 Cond. Port. oe. $.07 eese ooen goss sess 
P Heavy 2 -08 $.09 $.10 3.12 $3.16 
3 So ©¢ ws sexe -10 -12 15 -20 





ALL RUBBER CORD 
“Tirex”’ ‘“‘Royal”’ ‘“‘Super-Service”’ or Similar 


Pri ion Ber Fost 
No. 18 No.16 No.14 No. 12 No. 160 
$.06 $.08 








SJ Junior 2 Conductor Black....... oes cows oo en 
“8 2 Green.......  .07 -10 coos eooe eece 
= 79 ba OO eee | | 14 eese cece cows 

S Type Heavy 1 Conductor Black.. .07 .08 $.09 $.10 $.12 

- a pe ae -10 13 18 -22 28 

- © > 2 ps 8e 14 15 ° -27 -36 

“~. © r. ¢ ° 7 6s 15 -20 -28 -36 45 

HEATER CORD 
Price Per Foot 
Asbestos Covered Two Wire No. 18 No. 16 No. 14 No. 12 

Stand. Twisted or Wound Asbest.14 $.05 $.06 $8.08 $.10 

American Beauty Heater Cord Super 
Pe sn n-00 065005600000 0s60 Stas eee -12 -21 

Rockbestos Heater Cord.......... .07 .08 -10 -20 

Universal No. 9092 Super Flexible... .... .08 oo we ecco 

Price Per Foot 

“Deltabeston” Heater Cord Two Wire No. 18 No. 16 No. 14 No. 12 

Type i A Asbestos Braid Loco Cab 

60460 5065506640 OReeeseshs $. $.09 $.10 $.11 
« ¢ Cotton BaekS .ccvcccececce -06 .07 -08 eee 
“ “ ones. cond.. .07 .08 .09 cou 

as E Comen on ea. Cond. & over 
BOER. vac cccncecescccscesenes é .09 10 ones 

NOTE—For Armored Cords See Page P. 
“ Extension Cords See Page Pino. 
“ Fixture Wire See Pa “ys BL-26 & 27. 
“ Bell Wire See Page 
MISCELLANEOUS CORDS 
Price Per Foot 

Description Tyee No.18 No.16 No.14 No.12 No. 10 

Brewery Cord......... co & $.02 $.03 $.04 ones eeee 

Canvasite Cord... ......0. cc -03 .04 -05 suse oeee 

Dec MENB. caneccoecce oo Fae 05 .07 -10 sees aan 

Packinghouse Cable...... . PKWP -03 -04 -05 wane pancioes 

Stage & Theatre Cable.... T 03 04 05 $.14 $.16 

Packinghouse and Stage 

PER 00006 ete ns 6eees .03 .04 -05 


Type “‘K”’ replaces Brewery, Canvasite and Packinghouse Cable, which are a0 
Sones Approved by N. E. Code. 














BELL CORD 
— ww 
eS Cond. Cond. Cond. Cond. Cond. Cond. Chea. Coa, 
Price Per Foot......... $.08 $.15 $.20 $.21 $.25 $8.85 $.50 $.70 
Note—For Armored Lamp Cord See Page PL. 
CONDUIT, ELBOWS, COUPLINGS 
BUSHINGS, ETC. 
RIGID CONDUIT 
Cutting & Cutting 


Black Galvd. Threading Only 
Per Foot Per Foot Per Thread Per Cut 
$ .09 « $. + 


ell 20 -10 
11 el +20 2 
16 :17 +25 
22 ° -80 is 
-26 +29 35 -15 
35 . 40 [20 
55 -62 -50 +25 
-72 . -60 -30 
-92 1.03 -70 -30 
1.12 1.23 -80 -30 


These prices apply only to the United States 


Type 0.18 No. 16 No. 14 No. 12 
Cotton Covered—Light. . F-64 $.01 $.02 3.02% 
Cotton Covered—Heavy. F-32 -01% = «.02 03 
Artificial Silk—Light..... woes F-64 014% ..02% 03 
Artificial Silk—Heavy............- F-32 01% 03 
40 
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Conduit C-Sundries 
THIN WALL CONDUIT “ABC” LEAD COVERED ARMORED CABLE 
" %" 1” ‘a 1" 2” Price Per Foot 
Threadless ......Per Foot$0.07 $0.09 $0.12 $0.15 $0.17 $0.21 No. 14 No. 12 No. 10 
Adaptor Wpi. . -Each .10 15 -26 as 85 1.30 Single Conductor fata Lead Covered en * cad mae 
Couplings or Conn... 12 18 .30 85 1.30 Stranded “ FL «paige Bet 3 eens ecce geee 
f > eng pac ee = a aE tLe 0 .60 1.10 Two Conductor Solid = SB eeeees codecs <0 $.20 $.25 
NOTE—No Coupling is included in the above thin wall prices, Three e seremded “ oe ee ee *"23 **97 *"32 
= “ Stranded “ ©  60mgeseteuesee , 2000 eoee coo 
Price Per Foot 
ELBOWS OR BENDS, COUPLINGS, OR UNIONS, - No.8 No.6 No.4 
BUSHINGS, LOCKNUTS, REDUCERS Single Conductor Solid Lead *** Sig 90°33 sbeebs 
Each Two s Sud « . i. = ap 
_— Erickson ~ “ Stranded “ 35 47 sae 
Coupl. or Three . Solid “ cess cess sess 
| rel Reade or Fipows Black Gal Bashiog» Loskact Gal Red Stranded 47 67 $.90 
ac v. ac alv. alv. alv. alv. ucers ‘“ 9 
ie Pg aig Bae Aly eats ro ABC” ARMORED LAMP GORD pare 
7 E y > i : ‘ Single Strip No. 18 No. 16 No. 1¢ 
Be RR BR G TR ORG 0B «85 ED | Plain Armored Lamp Cord, Two Conductor.......+++ $10 $.12 8.15 
iss 51 58 .28 -381 = .08 -0534 1.20 -53 Add 30% for Double Strip 
2 -83 95 .37 41 «14 -09 3.10 -66 : 
ge ds los, «za 0 182k ON METALL LO SURSSED eee e 
. . . . . . . . “ so 646 ‘ , 
34° 7.87 «9.00196 1:04 63 180s, 248 Romex”, “Loomwire”, ‘“Wireflex", or 
4 9.10 10.40 1.20 1.30 1.00 .) rrrey 3.40 | (With or Without Ground Wire) #i4 = #12 f10ss #8 Ht 
Also on Page PL-10. Also on Also on | 2 Conductor per Foot...... 6000060008 $0.05 $0.07 $0.10 $0.15 $0.23 $0.28 
Pa Page 3 Conductor per Foot...... -..see+s .08 .10 a ae ae 
P PL-12 Fitting-Straps Each..........+-+000% 01.01 a. 6&6 & 
Fitting-Clips Each..........e-ceeeeee -03 .03 A acne. cone cease 
Fitting-Connectors Each............- 10 =©.10 -20 .20 .30 = .55 
CONDUIT — CUTOUTS OR FUSE BLOCKS 
6 ” 
nepmnncimenase lias MEE camer Me PLUG CUTOUTS 
minitoyrenetrae Pe AN .01%  eeerrerrererrerrr .07 30 Amp. Porcelain 
dosedeseoeves eee = SUGEwsecessservecsoees = Description Price 
Scocccccccoccececoe | =—O iC ge cccccccs os . Single Pole—Main Line. 62569 $.25 
peer ce 62965 -35 
Tri e @« 62165 .50 
FLEXIBLE MzZTALLIC CONDUIT Double Pole fess | Branch . ee . . 61935 ‘3 
“Greenfi ” “Fiexsteel’’ e “ Single or Double Cross Branch e 8020 0 
- se Fi eel . a Fa Be 4" 2" Triste . hg” ,—- Branch......cscceseccesseess eee = oT 
riple ole ingle Branch... ......scccceccccccccccescces e 
Single Strip Per Foot... $.00 $.12 8.14 $.19 8.40 $.45 ‘$4 8.7 f ORR LRT OEE SION ; 
Double Strip Per Foot. Conte Siotbeee fag ‘Bo on 80 i = = 
ittings for Metallic Conduit See Page 14. UTOUT 
For Non-Metallic Conduit or Loom See Page PL-15. DEAD FRONT C 0 BASES 
For Stee] Armored Cable & Lead Covered See Next Item. Plug Type—30 Amp. 
With Short Cover With Long Cover 
BRYANT Numbers Price Numbers Price 
RUNNING THREAD, PIPE 3 Wire Double Branch—4Circuit.. 72035 $3.35 82035 $3.65 
y’a& uy" &%" \%" “%" G. E. or TRUMBULL With Covers Without Cov. 
Pelee wet DOGRs svn cc coc cecsset cece sttedese $.25 $.30 $.45 $.55 G.E. Trumbull Price A E. Price 
3 Wire Single Branch—2 Circuit. 2435 3199 $1.35 $ .65 
3 “ Double “—4 - 2440 4199 1.80 seat -85 
CONDUIT WOOD PLUGS ENCLOSED CARTRIDGE CUTOUTS OR BASES 
4 . cee ue Porcelain Base, 250 Volts — a 
Pe osc ac asia asec $02 Sos sor obs $14 $22 e Ae 
For Pipe Straps, see Page PL-25. For Solder, Sticks, etc., Page PL-25. Double ye uy ma ee Ec. ° ‘~~ oki ae Fe 
= e 1.65 3.30 
Double Pole ese! Branch Poresiaia. eee ° 1 cece 
Triple to Double Pole Double Braech Porcelain .. 1.50 3.80 weed 
CABLE, ARMORED & NON -METALLIC Triple Pole Single Branch Porcelain ........++++ 1.30 3.00 peer 
Triple Pole Double Branch Porcelain. .......+++ 2.40 5.40 ahaa 
SHEATHED Single Pole Main Line Cutout Base 600 Volt...... -70 1.00 1.50 
SLATE BASE 
250 Voit 600 Volt 30 A. GOA. 100A. 200A. 400A. G6OOA. 
ARMORED CABLE, “BX”’’, “‘ABC’’, ““FLEXSTEEL”, OR Single Pole-Slate Base-250 We civee 6. 60 $.90 $1.25 $2.10 $5.20 $6.60 
SIMILAR 9 600 V..... ° 1.60 2.50 6.00 7.158 
. Price Per Foot Prices on quteute do actinelede fuses 
TWO lid Single Strip "9.08" Gras’ “G38 
Soli ingle e 
CONDUCTOR Stranded =. aes ees C-SUNDRIES 
THREE Solid >. = .08 -10 +13 
CONDUCTOR Stranded ee tee’ eebk . caus GROUND CLAMPS 
. tol” %to2” to3” 4” 
veer hae sone a a 4 7. <r Standard Adjustable Ground Clamps, any wal ae #12 "is 80 * “8% 
CONDUCTOR Stranded “ « ait saa , i “3 3 
OVALFLEX yw oh . “a5 7. Blackburn. ........eecesecseeees eee 8. un $.28 $.35 $.45 
3 Conductor - na 13 -20 ” ” . ’ 
cove Other Types ” i 1 B 4 4m 2 He Si “ 
Price Per Foot Chase Shawmut i “SB .380 $.35 §.45 §. $.60 $. $.70 
No.8 No.6 No.4 G. V._ A Series 5000. 30 .85 .45 .50 .6€0 .65 .70 
Two olid Single Stri ctuttalatee cece 
CONDUCTOR Stranded ae % (ae owe STRAPS, CLIPS, OR CLAMPS | 
rene .20 90ne ange ed 2%" 3” 
CONDUCTOR Stranded ~~ s -21 -30 .50 Gevess. Straps, 2 ote Pie 01 18h $4 $. O1 $.01 $. $.02 $.04 $.05 $.05 
er Pound...... 
CONDUCTOR Solid . » 36 .50 .75 | No. Straps per Pouud.. 4 40 2 20 18 3 7 5 * 
ONE Solid laa +12 «15 wae. | Light SteelStraps,1 Hole .04 .05 .06 .08 ... ooo @p8 400) \Ggee 
CONDUCTOR Stranded =. ..% -13 -16 .27 ite" Sey aol Hole .04 .05 .06 .08 .12 -18 .35 .50 65» 
Double Strip Armored Cable add 30% to above prices. oo 
Anti-Short Fibre Bushings for ABC Cable, Each.....2......2.0000e0. TP -y epee ee eee 
Clips or Staples 44” for Armored or Non-Metallic Cable, Each......... -01 (See Also Page PL-27) 
COLORING & FROSTING LIQUID 
ARMORED SERVICE ENTRANCE CABLE Tounce 1S ounce 30 ounce ¥% Pint 1 Pint Quart 
Cans Cans Cans ottle Bottle Bottle 
Per Foot od ee es ee eee $1.25 $2.50 $5.00 
: Size—No 8 No.6. No. 4 | Geleo ss... - ae ee eee «+ ee 
‘Two Conductor Stranded Service Cable. .......... $.24 $.30 Franco..... ae? ee > SR a? oe 1.25 2.25 4.00 
Three Conductor Stranded Service Cable.......... +27 -34 8.43 Permacolor écdihdbduddbedrsssWescesece’ Bae 3.00 5.00 


These prices apply only to the United States 
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PL-10 
Cord & Wire Connectors 











_ CORD & WIRE CONNECTORS _ 















































Insulated Solderless Wire or Fixture Connectors Similar to ‘‘Ideal” 
“Simplex” “S.R.K.” “Wirelets” “Wiremold” Etc.—each $.08 | 
E-Z or Simplex Insulated Solderless Wire or Fixture Connector 
Non-Insulated Solderless Wire Connectors—2 Screw—Al!! Metal 


“Marr” “Sherman” 


SMALL mee S — CONNECTORS 


-03 
-10 










































Wire Size 
Divided at Screws 
Hole Thru 


Wire Si 
Divided “a9 Screws 
Hole Thru 


SET SCREW CONNECTORS 












































Size Cond 
Way L’s.. 
Cable Taps. 
3 Ways & Y’s 
Lugs FB Ang. 


SOLDERLESS CONNECTORS 
Dossert, Frankel or Penn-Union 


2/0 3/0 4/0 ws ee ee 








































































Weber 
Cord Connector 2274 


Wirt 
Cord Connector 
NOTE: 




















Arrow 


Midget Arrotex 
Motor Conn. 
* = 


Beyent 
Motor M I 
Cc 






GE 
Cord Conn. 





Hubbell 


Cord Connector 
“a “oe 


CORD & MOTOR CONNECTORS 


nen 


“ss 
nn Gon 


oy 


onn, 





56 .55 
For Attachment Plugs and other caps—See Pages PL-16 & PL-17 


LC tied Only 
Price 


$.10 


-15 


45 
-45 
-50 


























E- SUNDRIES 













































































EXTENSION CORDS—MADE UP UP 


With Plug & Socket, but pene grat pi & Handles Extra 


With ee 
LengthLamp C 
and 
Socket 
#1: 


_ Twisted 


im 
Feet 


CUTLER- 
HAMMER 


With All Rubber Cord 
and Rey Socket 


pore 
ao 


sop 
ASAS 
i I 


pas tat mae me $B 

z 

NoNeYE ee 

VINwNoew 
AAA 

bd . 

Cr ror or or 


tO OOOO 
xp doe ate: 


n” 
wo 
“aen~ 
~ 
we 
a 


70129 Cc omplete with 
3 






































ELBOWS & BENDS 
For Rigid Conduit 


eee MUSE COSCO COSC e eee 





1” 


$9.10 
10.40 


EXPANSION SHIELDS & ANCHORS 


(Ackerman—Johnson—Chicago Expansion Bolt 
—Diamond—Dryvin—Packtite—Paine—Star or Similar) 
Screws Not Included. 


Expansive Screw Anchors or Caulking 
Anchors for Machine Screws or Bolts. 

Size Screw or Bolt 
eo Screw Sececcoceccesooes 


eee e eee eeeeeee 






Hammer Drive fosters With al 
Size of Shield 


eee ee wees enee 








Length of Anchor 
Price Without Screw 


Multi-Size Screw Anchors 
Screw Size 
5to10 8 to 14 16 to 20 16 t 
4” 


“8 





LAG SCREW ANCHORS (Diamond or Similar) 
Screw %’” 
out Lag Screw. .$.15 
Screw 


out Lag Sciew 


2% 


$. $1.00 








PLUG FUSES 


Standard Plug Fuses—Any Make—$.07 each or 5 for $.25 
(Some Manufacturers <t these fuses up 4 in a box, in Thick case they 
should be retailed at 4 for $.25 





ENCLOSED FUSES, NON-RENEWABLE 






250 Volts as Volts 


Indicating 


















ons a FUSES 





eee eeeeee 


250 Volts 
$.03 








Links 


600 Volts 
$.05 





Price Per Foot 


Tee ee ee ee ee eee eee eee er 


Price Per Foot... ..cccsees 


SIs 6 666.000 608-06 
Price Per Pound. .......... 
Price Per Foot............ 


ound. . sit ” 


Price Per Foot.. 
*"Puse ti Any Amperage. . 


.22 
. -$1.00 per ib. 





1 

$2.65 $2 30 
-01 -01 
10 15 


40 50 
$1.00 $1.00 
-08 


-10 
90 100 
$1.00 $1.00 
-24 





Size in Amps. 


Size in Amps. 


OPEN LINK FUSES 











Steet eet eeeeeeeee 





Nembere. ..........-000 ecececcccces 


225-400 
7 to 16 10 to 16 
$.30 $3.60 


65 to 100 
Amps. 









800-1500 
28 
$1.85 $6.95 











ee eee eee eee wenn 
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STAMPED SHEET METAL LINK FUSES 


pe of Link. 
ie to 2c Distance. . 


These prices apply only to the United St tates 


E-F-H-I-L-M 
See Catalog 
8.30 














Fittings, Conduit 


PL-11 
Fittings, Conduit 





THREADED CONDUIT FITTINGS 





STANDARD TYPES, COVERS EXTRA 


“Condulets” ‘‘Taplets’”’ ‘“‘Unilets’’ ‘‘Electrolets” “‘V. V.” 
**Adaptilets”’ Etc. 














Form 7 4’ 4%” 1” ae 1’ 
A $ .32 $ .41 $ .57 $s. $1.06 
B .38 -47 -66 1.65 1.98 
Cc 48 54 .78 1.24 1.61 
CO-COV . 66 . 86 .99 1.65 2.11 
E .38 6 1.06 1.37 
F For Special Form 6 Entrance Fittings See PL-13 
F Form 7 66 .06 5 2.90 4.29 
LB-LF-LL-LR-LBB .53 .60 .86 1.39 1.85 
LFB-LLB-LRB .53 .60 .86 1.39 1.85 
LBL-LBR . 86 1.06 1.25 1.65 2.64 
- 1.85 2.05 2.25 owes cece 
PC-PL 1.98 2.18 2.38 ove? cone 
PT 2.25 2.50 2.77 ooes eeee 
P 2.38 2.64 2.90 das es ee 
T All One Size .63 .75 1.05 1.61 2.23 
TA All One Size -92 .99 1.32 2.05 3.04 
TB-TL-TR .63 -75 1.05 1.61 2.23 
U-UB .63 -71 1.03 1.66 2.22 
X All One Size -79 1.02 1.39 1.85 2.35 
Gaskets .13 .13 -20 -26 . 26 
Reducers .20 -20 - 26 .40 .53 
Connectors CCT .33 .40 .46 1.45 1.85 
Unions U. N. Y. .60 .66 .99 1.58 1.38 
Form 7 2’ 2%” 3” 3” 4’ 
A $2.19 $5.20 $6.20 $10.10 $11.15 
B 3.43 5.20 6.95 8.68 15.87 
Cc 3.21 5.95 7.69 11.16 13.64 
CO-COV 4.29 6.45 9.80 15.62 17.11 
E 2.83 5.20 6.20 10.10 11.15 
For Special Form 6 Entrance Fittings See PL-13. 
F Form 7 6.60 10.17 12.65 22.45 31.00 
LB-LF-LL-LR-LBB 3.30 6.20 8.06 13.00 14.88 
LFB-LLB-LRB 3.30 6.20 8.06 13.00 14.88 
LBL-LBR-LW 3.50 8.12 intial pase me 
T All One Size 3.36 6.20 9.30 13.65 16.12 
TA All One Size 5.22 wk Rare ee eye 
TB-TL-TR 3.36 6.20 9.30 13.65 16.12 
U-UB , 3.95 7.44 9.67 15.62 esse 
X All One Size 4.62 7.44 12.40 Sees oaks 
Gaskets .33 -50 .50 -62 -62 
Reducers .66 1.24 1.67 2.48 3.40 
Connectors CCT er ween ores eee 
Unions U. N. Y. 3.63 5.89 
For Form 6 LB Fittings See PL-13 
COVERS 
For Above 
’ 4%" 1” 1" 
Porcelain Covers with Holes errr TT Ter $.13 $.20 $ .33 $ 47 
Composition mor W'S © soccenenes one . 26 .40 - 66 1.32 
“ GE act cdscdeciee .40 .53 .79 1.45 
Porcelain “ For Drop Cord........ 46 .53 st. ieee 
“ Weatherproof......... ° -21 .33 death ‘ 
Metal Covers Blank Sheet Steel.......0. -1l 15 .30 
ee eee -22 .30 -46 
ad “ with Nipple eccccsesee e . 26 .33 .46 
me = Ye mt Sedustcbece .30 .37 .50 
sd & ” ebacedeedee .33 .39 .53 
1” _ agen 
Porcelain Covers with Holes weerTe TTT Tr 3 .63 $ .79 1.06 : 
Composition eT Seeebewbeecen 1.45 1.58 2.12 a 
sad DN ckscterdtedens 1.58 1.85 4.29 E 
Porcelain “Bor Evep Care. so cccce eees eee Re co 
“ Weatherproof.........+ — “ae bts ee 
Metal Covers Blank Sheet Steel......... .59 .74 .99 1.05 
Cast Irom........006 -92 1,19 1.52 1.65 
e “« ~=with Nipple boc odsedete seed ote 
oe ty “ 6 
A. RecN Eee oeeen 
RECEPTACLES & ROSETTES 
For Threaded & Threadless Fittings 
1” 
Plug Receptacles 10 Amp. 2 Pole 250 Watt.......... $.53 $ .59 $.66 
, = ae Bind eee .53 .59 .66 
si pes ie Bing 8 ne Pee 72 .79 . 86 
o bes | BO ee Oy ee einen 79 - 86 ones 
ad = - oS. = we Wises panecue .79 - 86 eee 
S bee ee Bet nh Pee .99 1.05 ue 
Lamp Receptacle 660 Watt with Shade Holder....... .40 .46 .53 
Gan. Sas.) ee .40 -46 .53 
FS SERIES FOR FLUSH DEVICES 
Shallow Type Without Covers, Any Make 
No. Pipe 
No. Gangs Outlets K” +” td ye 
Single Gang One FS-FSA $ .86 $ .99 $1.12 
- Two FSC-FSL-FSR- 
FSLA-FSS-FSAA 99 1.19 1.45 
ad e Three re CA-FSCC- 
FSCT-FST 1.32 1.65 1.91 
° « Four AX + aire 1.58 1.98 2.24 
Two Gang One 1.58 1.71 1.85 
-; S Two FSc- PSs 1.71 1.85 2.05 
oe Three 1.91 2.05 2.18 
2 Gang Tandem One rs- 2.18 2.31 2.44 
ave a Two FSC 2.31 2.44 2.57 
Three Gang One oe |=hCté‘“‘ ST TO et 2.38 2.57 
a ys . i ‘ee 2.51 2.71 
e e Four FSD 2.57 2.84 3.04 
Four Gang One a oo 2.90 3.16 
= « Two rorwesn " ~* «aves 3.10 3.30 
« e Five 3.43 3.76 4.10 
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COVERS FOR FS FITTINGS 


For Threaded & Threadless Fittings Single 2 4 
scription Gang Gang Gass Gang 
Metal Cover for Flush or Surface Push Button Tumbler 









































These prices apply only to the United States 


PD nk citddenthdndabiin ented nib ve de> $ .20$ ‘3 . -59 $ .79 
Metal Cast Covers Guarded for Switches. -46 1.32 1.85 
e- Covers for Single Flush Receptacles. .33 “$6 o- Stee 
“ Duplex “ a... ae so8 
ge > * Single “ * Tite Cometice DO SEB ccce sece 
= °. Brass Nipple vindeeeséapenst eSB erce cece o 
= ye = ag “ ees 59 ess eee ecco 
pl be For Pilot Lamp Rec. with jewel. . D.BD. gene ccee ecco 
“ Tron vepegree with perating Mechanism. RAED S200 cece 
- rass Gee CeO cee wens 
se Blank Cover sheet re: | a Va . one 
is BOiad oda odiwsvns vats vows 33 .66§4«6©«.99 1.32 
Porcelain Cover with Holes FOE LE ee .26 mF “ay 
COMBINATION COVERS FOR FS SERIES. 
2 Gang for One Switch and one Bete. or Duplex Receptacie........... $ .66 
2 Bull’s Eye with Jewel ..........000.- 1.65 
IR at “= One lift cover Receptacie ..........-..+--..-. .99 
RECEPTACLES & PLUGS 
Type 3 Pole, 250 Volt D. C.—600 Volt A. C. Style 1 
Crouse- ~ or id Amp. 30 Am 60 Amp. 
Similar a ad 1" 14" 1%” 
QEE Receptacle a 5 ~  } ee * rrr a ree Te 
QE 7 9.50 9.60 Su scans, icseee.. eens Leen 
AJA 5 |. éatO betes, antes $19.60 $19.70 $21.20 $21.30 
AJB Tet » epbiat athens, beans 18. 18.90 20.90 21.00 
Watertight 
Plugs 9.10 9.10 9.10 11.50 11.50 16.85 16.85 
. G & H WITHOUT ADJUSTABLE BAR 
ype 
Crouse Hinds 5 Amp. 10 Am 
or Similar \%" ” 1” \%”" oo 1” 
Le asoseccctubscbedecd $ .53 $ .66 $ .99 $ .66 $ .86 $1.12 
einen aes C00 neoe see .59 .73 1.05 .73 -92 1.19 
GA-GLA-GT...0.ccccces -79 -92 1.25 -92 1.12 1.39 
ES 0+ vet 06s060s .99 1.12 1.58 1.12 1.32 1.72 
Th} seneehetessene 1.19 1.32 1.85 1.32 1.52 1.98 
eee$s 604600000006008 40 .53 . 86 .53 .73 .99 
ehss000Geeceense tes 46 .59 -92 . 59 79 1.05 
tin deegesvedaens 53 . 66 .99 66 86 1.12 
Dmiese cqenseseueeee 79 .92 1.25 -92 1.12 1.39 
we. +, neeeuweenal 59 73 1.05 -73 92 1.19 
y 
Crouse Hinds 20 Amp 
or Similar \" ”’ od 
$ .92 $ .99 $1.32 
.99 1.12 1.52 
1.19 1.32 1.72 
1.39 1.58 2.11 
1.58 1.85 2.38 
-79 . 86 1.19 
. 86 -92 1.32 
.92 -99 1.32 
1.19 1.32 1.72 
.99 1.12 1,52 
Type G & H WITH ADJUSTABLE BAR 
Crouse Hinds Amp. 10 Amp. 
or Similar ° oe > %” sa - 
$ .73 $ .86 $1.19 $ .86 $1.06 $1.32 
.79 a 1.25 -92 1.12 1.39 
.99 1.12 1.45 1.12 1.32 1.58 
1.19 1.32 1.78 1.32 1.52 1.91 
1.39 1.52 2.05 1.52 1.72 2.18 
.59 .73 1.05 .73 92 1.19 
.66 .79 1.12 .79 .99 1.25 
-73 . 86 1.19 . 86 1.05 1.32 
99 1.12 1.45 1.12 1.32 1.58 
79 -92 1.25 -92 1.12 1.39 
Type. 
Crouse Hinds 20 Amp. 
or Similar \” " ae 
so abd dSSO400R 6 04SESSOCCEEROEDO CCE CECECOR $1.19 $1.25 $1.58 
ee oP er eee eer eee 1.25 1 1.78 
GAGGED. GT acc cccccccccccccccceccccccoccose 1.45 1.58 1.98 
Cs 0.070.640 60 g5b 600 000666 0606enereeos 1.65 1.85 2.38 
CE c ccccccccccceestosocesesceeeeoocosoese 1.85 2.11 2.64 
Mcewcccccccccncncotesocsscseseesesecococce 1.05 a 1.45 
Mn. 06G60 6b cbs dosersreccésetedsovdocveroseoe 1.12 1.19 1.58 
Ds 0:66:65 060:66060K606 009049065006 C00 00R0 608 1.19 1.25 1.58 
Mts o's + vevcdkseneddecesthestbhebeetsdesece 1.45 1.58 1.98 
OS See eat 1.25 1.39 1.78 
COVES FOR G & H SERIES 
Threaded & Threa For G & H Fittings For G & H Fittings 
Without With 
Description Adjustable Bar he Bar 
5 Amp. 10Amp. 20Amp. Amp.20 Amp 
Porcelain Cover with Wire Holes... $.26 $.33 $ .53 $.20 $.46 
Blank ay Steel Cover Seeenetets -20 - 26 .33 : .33 
A. Perea .33 .40 .53 -26 46 
Sheet Steel with 4" Brass “-- .33 .40 .46 . 26 40 
.40 -46 .53 .33 .46 
“ “ “e ” “ “ 46 P 53 ? 59 .40 53 
“ “ “ ” “oe “ . 53 ’ 59 66 46 59 
Receptacle Covers No Shadeholder.. .66 Je dahon eaee sooo 
Wit at er eae : 
DEVICES FOR G & H SERIES 
Lamp Receptacles one piece with or without Shadeholder Groove....... $.33 
“ ‘ two “ S aad .66 
e ad « « without ee 59 
Cord Rosette Doselietn, vss nsonnnesesbeseescrcscceccosscecce .53 
omposition............ . 66 
J & K SERIES WEATHERPROOF | We 
ss dines one 0ccgeee sees easeneavene orbdsun $ .79 $ .99 $1.39 
pF FUe cc cecccccccccepessncessscosces -92 1.12 1.52 
pebOrbecccccsnodesescdsncdbesobveceses 1.12 1.25 1.39 
PEERS Ueececcscedrecesdes chboubeecsedse 1.25 1.39 1.52 
Dinsd SURevcccvenbdee «cee spevavesosseése 1.39 1.52 1.72 
nee bbs bs 0507.00 cob bCEEE Cb dOSs cee CCCs . 66 . 86 1.25 
EEA pieced cevecccccccvesices .79 99 1.39 












PL-12 
Fittings, Conduit 


Fittings, Threadless 










DEVICES FOR J K SERIES 
Lamp Resegtacts &, hye Groove 


























































































































F F 
75 200 

Globes only, oe GRINGO. co ceccececccoccscoscce ecccccccccce $1.05 $1.05 
SOS HOCRCCC SE REECOCCEODeSEOOENOROOSESECS 1.45 2.25 

a es pa aoa Be SF Ginn 0 6bi00sedeeseeseadéas 2.25 3.10 

e ©  Pkncecceccecseasctecoeseencescecnccosuns 3.10 3.85 
Se EE Ts 6 6.6: 66640604 06066600b0K006NskRES 2.40 2.95 
Ee Cnn. 04.50 60660060646000006000606000000008006660 -60 2.30 
RED WD GR cccncccdeccetseceesesoeescéoeews 55 -55 
Reflector Holders Cast Aluminum. ........ceeeseeeseeeees -65 -85 
ABOU . occ cccvccccccecccccccccccesccceveccccoceeocces 1.00 1.20 








GS VAPORPROOF FIXTURES 


Crouse-Hinds Cat. 2200 Page 56 

Adapti Bulletin 107E Page 19B 

Pendant or Bracket Fixture with Recep. Globe and Guard Form 75.... 
oe it) “ “ oe “ 4“ oe “ “es 200. 














oo 























FITTINGS, THREADLESS 























STANDARD TYPES 
“Kondu” “Adaptilets” “Appleton” Crouse-Hinds or Similar 
















































































Size— \’" 4" 1” 1" 1” Pad 2" 3” 34" 4” 
2 Covers E xtra. . 80. 7. 5880 .79$1 . 23$1 .65$3.25$ 6.95$ 8.35$12.90$14.90 

-66 .90 2.05 2.55 3.95 6.95 9.10 11.50 19.60 
é e e 20 -88 1.25 2.05 2.80 5.30 9.40 12.00 16.75 21.10 
cO * e See Dee Cee Bee eee Gi os ccccenccetcccsccndsas 
Ik « e 50 .63 .88 1.45 1.95 3.90 6.95 8.35 12.90 14.90 
LB-LL-LR-L..... -76 .92 1.32 2.20 3.05 5.40 9.65 12.40 18.60 22.30 
LBL-LBR Bele Bett Geib 660b6ctonwiwn tines seers ce nbesenacmal 
T&TB Ail 1 Size. .98 1.27 1.74 2.85 4.00 6.55 11.40 15.80 22.00 27.30 
TA ee wee *® PR rrr aaa i 
SEOs ccccceeeh Cee aswtaseties tieeeiSgutewesdkdeddecceces 
U-UE .86 1.05 1.50 2.5 hii et tit bhnieee ene ceneen’s 
X All 1 Size....:: "25 1. "30 4 









TYPE UCC AND UCB 
$.37 8.53 $79 $1. A2 $1.65 $3.30 $5.30 $7.008 10.50 $15.84 





Unions Thick W alls 
- 














in 40 1.05 1.39 
Conn. Thick . 38 ‘37 36 a, S606 Gawe keen aan 
T - 22 33 .59 


hin 
UCT Adaguer 














TYPE FS SERIES 
For Flush Devices 


















































One Gang Two Gan Three Gang Four Gang 
‘Type yy’ %”" 1” \’” ie “%" %” 

FS $0.99 $1.19 ..... $1.72 $1.91 $2.57 $3.10 
FSA .99 <ai' aont oti 20a one one 
FSC 1.25 1.52 $1.91 1.98 2.18 2.90 3.50 
FSD nese owes 2.24 2.57 bina ees 
FSL-FSR 1.25 1.52 ° eoce 

FSLA 1.25 none 

FSCT 1.65 2: is 2.57 

FSX 2.04 2.84 3.23 
44 








H. Groove. 
Plug Receptacle 10 & 15 Amp bodes 
- 20 F -gscanecse 
= e 10 “  3-wire 

Cet Oi 6 oc ccttevcccccnesecstéisdesesbasVadesesieosoosesces ° 

ESE GU Gs cb Gedaccsnseseceesecene Severcevetesceseocccerece -40 
SERIES V VAPORPROOF TYPE 
Adapti Crouse-Hinds or Similar 
Prices include Globe & Guard 
Form 75 

4" 4” 1” 
Wor Vinh OO MOUS coccoccesctesneanes $5.60 $5.65 $5.70 
& eT  gutnteiesebbebtnbes 5.70 5. 5.90 
www va” ~~ croscosscesence cece 5.90 6.00 cece 
V Se ©. gteseceeseee ercccce 6.00 6.25 6.45 
= Ss ee eccccoecece 6.10 6.20 coes 
VD«& VJ = <o eeccccccccccocece 6.40 6.50 6.60 

: Form 200 

4" “4” 1” 
V-VA& VDA as above henpecececdsesee sees 96,70 $6.75 $6.80 
Terre. — ™ sseeueeecedenseses ee 6.80 6.90 7.00 
VENG & VT“ S ceecscosecocccescese 6.80 6.90 eee 
VX ee Cocccceccccooccccee 7.05 7.30 7.50 
VF SG © sesecccesecescces eee 7.15 7.25 ‘ue 
VD&a vj - = ecocce ecccecece ee 7.35 7.45 7.55 























TYPE G-H SERIES TYPE J-K SERIES 
With Adjustable Bar Without Bar| J ‘f, $1.05 
e Form 5 }* $0.98 90.77 i 1.33 
Form 10 44” 1.09 :90 K i’ .79 
%” 861.40 1.20 
Note.—Threadless Fittings for 
Form 5 \” 1.03 85 Rigid Conduit and Metallic Tub- 
GL “ 10 &’ 1.16 -95 ing (Thin Wall) are the same 
price. 
GT Form 5 3. 1.36 1.14 Covers, Gaskets and Wirin 
> ee 1.45 Devices same price as Threaded, 
on page PL-11 and 12. 
Form 5 \” -72 -52 ittings for Thin Wall Conduit 
H if -90 -70 are Only Made Up to and Includ- 
Form 10 , 85 - 66 ing 2”. 
REDUCING BUSHINGS 
Large E Bed, 4 nd 1%" 1h’ 2° 
Small End 30°48 $0.50 $0.67 $0.75 $0.99 
oes .57 -71 84 1.12 
- © Bms occ eee 76 -88 1.21 
- yes bei eee ooo eee 1.07 1.35 
° © ia. oe ese eee cece 1.43 





FITTINGS, SPRAGULETS, WIRELETS 
ORT &B 





BRANCH TYPE 


Series 48 

2a G.E., Steel City or Price 

Description T & B Numbers ac 
Branch Body Rectangular ie 4% & %" Conduit.... SP-48241 $0.25 
Cover Meta OO RR rrrey + es SP-48Cl1 -10 
“ with 4” Knockout............ P-48C6 -10 
sa e “ Pendant Type with 4% Bushing.. SP-48C8 -12 
« & “ Pendant Type with % Bushing... SP-48Cl11 15 
« « “ with %& Male or Female Nipple.. SP-48C22 & 23 -30 
« e “ with % Male or Female a eanes SP-48C24 & 25 40 
Cover Porcelain with one or two wire Holes....... P-48C75 & 76 14 
« “ three or four wire Holes bees SP-48C77 & 78 15 











SHALLOW TYPE 
Series 14 
G.E., Steel City or Price 
Description T & B Numbers Each 
Body Octagonal Shape for er or %” Conduit..... SP-14241 .35 
Cover ee PONG GIN, ocniesecessceccees SP-14C .10 
“ Raised with 4%” Knockout. SP-14C7 .10 
Cover Metal Flat Pendant with Bushing. . SP-14C8 -12 
« pe bet e - ” mechan Hep .16 
« « “ with % or % Male Nip.......... SP-1 oe 30 
e © “ For all surface Mounted Devices ee: ac 15 
e “ Raised for Sign Receptacles......... SP-14C31 24-26-86 12 
- “ Flat for all Fluted Devices.......... SP-14 35 
. Porcelain with one or two holes. .......... Slices & 76 15 
« “ Three or Four holes ........ SP-14C77 & 78 15 
DEEP TYPE 
Series 34 
G. E., Steel City or Price 
Description T & B Numbers Each 
Body Deep Personnel soaps Oe Be ncesnnscncn SP-34461 $0.45 
Comat Weeees MeeGe PONS. ccc ccactcrscccccccecvce P-34R1 14 
Cover Metal For ty Button ey SP-34R2 &3 14 
“ Single Receptacle .........+e0:> SP-34R5 14 
e “ © Standard Duplex Receptacle. . SP-34R7 14 
“ “ For GE 30 ame.! Polarized Plug Recep. a3 34R13 16 
pe = Wes DUNBs 6 cov esck i ancties se -34R14 14 


Hubbell and H&H Tumbler Switches. SP Sakis 





COUPLINGS 














“ADAPTI” 

4” %" of 1%" 
Ent. Elle with Cov. Ser. 1100.......... $0.35 $0.40 $0.50 $0.85 
Fitt. with Cov. Ser. 2700 ......... -40 -45 .60 75 
Angle Ent. Fitt. with Cover Ser. 2700... 45 -50 -60 -95 
Signal Ent. Caps No. 2810-2811........ .75 ae sawantt t+ \akeh 

1%" 2” 2" 3” 
Ent. Ells with Cov. Ser. 1100..... +» $1.50 eee Apeee nado 
Fitt. with Cov. Ser. 2700. 1.70 2.95 $5.95 $7.60 
Angle Ent. Fitt. with on. Ser. 1.80 3.00 6.35 7.20 





2700 
Signed Bat. Gage We. SERD-GRAL.wwcccce coccs s08s0 coos § ceces 


These prices apply only to the United States 


Electrical Contracting, February, 1932 





















PL-13 












































Eittings: Threadless Fittings, “Adapti” 
FITTINGS, ENTRANCE OR SERVICE—Continued “TAPLETS” 
\’ %”" 1” 1" 1’ 2° 2%" 3” 
*“*APPLETO AR End Fitt. with Bushing. .... s. 40 $.55 s. 70 $.90$) .30$1.70 #3. 20 ss. eo 
%" %" 1” 1%" BF Angle Fitt. with Covers..... .55 B.ED ceed cece eee 
FEB Elbow with Cov. 1700 & 1900 $.30 $35 $.40 $ .65| 5A End Fitt. with Coverseercss. “15 [80 .lee weve cose oes tee tees 
FB Elbow with Cov. i713 to16........  .35 50 ae fae rE fad Fins, with Covere.<o..-- 33 “40 "180 “180 1.709188 6135 7188 
FC End Fitt. with Cov. 1723-33-43 -20 25 as) talus FH Service Fitt. with Covers.... .85 1.05 1.50 1.90 3.05 4.90 11.50 12°65 
AY Angle Fitt. 1950 to 54........ -50 - 55 -70 1.85 | SE Service Elbow with Covers... 95 1. P ‘ : : ’ 1 
LAY End Fitt, with Cov. i790 to “30 “35 “45 80 ervice ow with Covers... . -10 1.25 1.90 2.50 4.20 8.45 9.80 
MF Reversible Fitt. 3200-3230... ... 45 55 -75 1.30 
1” 2” 2” 3° 
FEB Elbow with Cov. 3700 & 1900... $1.00 $3.25 $7.50 $9.00 “T & B” (Thomas & Betts) 
ow wit v. TO LO. recess seeee eee eeeee cease 
FC End Fite. with Cov. 1728-88-48. .... | as ebtie > ah ener Cap. Elon 1a00-Se wish =”, 00-2000.2500. 4500.78] . 7568. 2506 . 2090.20 
ngle Fitt. to 54... ee ee eens . ~ 4 - “ (40 45 6% 1 001 75 2 00 & O%8 & TE 
LAY End Fitt. with Cov. 1790 to 94.... 1.40 feahies 11olli2 * “ 40 ‘$0 28 1:00 178 in te 
“ *” Angle Insulets 1640-1-2 with Cover .30 .45 .60 .... 6... cee cous pees 
BEND HICKS Cable eer CemeeS. La ph ah Sb ril bbc (adele ldccel iced ésece 
. . yy’ << 1” 1” Ent. Caps No. 5525-28 for Thinwall Sy Sterna vie avant 4086 sane 
Bend Hicks Galvanized... .........+++: 3.50 -60 $.65 $1.75 “ Ell No. 5490-95 -80 .90 1.30 3.00 4.10 6.70 .... .... 
1%’ af 2%" 3” 
Bend Hicks Galvanized... ............. $2.15 $4.10 $6.60 $8.25 
; . “vy. Vv." 
. CAP-SWIVEL-LET \" 4%" 1” 1%" 1’ 2” 2" 3” 
4" 4" 1" 1K" 1K" =—2”_— | Type 2 Term. Fit. with Cov... $. 60 $.80$1.0581.6582. 1583.85 
“A” Inside Work $1010 to 1064....... $0.20 $0.25 $0.30 $0.55 $0.85 $1.30 | Type 6 Term. Fitt, with Bush... . -70 .90 1.30 1.70$ 2. "308 5.60 
on tee ee eae aaah ‘& a gaD ccee ede.” ame pee 8 ao © with eopate: ‘0 1. v4 1.40 2.80 4.20 7.00 12.65 15.45 
* * readed Fitt = . 35 MP.ecks Sone cece meme with Porc. Cover. cseseee 40 .45 .60 .95 1.60 2.75 6.95 8.55 
<i ee ee ae, oe , or - 1.05 1.80 3.00 Seale _ Cover. © os eceses -25 .40 .45 .85 1.15 2.35 3.80 5.35 
ervice Entrance oo Ts TT @ End Porc. Covefec..... -15 .9D 1.36 1.2.6 cece cece oes 
Type “AM” for Nipple 44” Long.. . .$0.20For Nipple 136 Long.. cones $0.25 FCBX . 2. . rere Po Be. ge ee 
Type teens from 1600 to 1613........ -20From 1614-1624...........+. 80 | FL with Cast Cover............ 40 .55 .65 1.15 1.35 2.45 
NE Sa» 0409400060000 006 00008 .35 ee Be Gbe Kncckachaionsees 50 .60 .65 1.75 2.15 4.10 
“CONDULETS”--Form 6 
4” 4” ” 14” FITTINGS, *“tADAPTI”’ 
F Type Ent. Fitt. with Porc. Cov....... $.30 $.35 $.45 $.70 
LB Type Ent. Fitt. with Metal Cov... -35 -40 -45 -90 
: 14” 2" 234” 3” ROUND “ADAPTI”? BOXES 
F Type Ent. Fitt. with Porc. Cov....... $1.70 SG secee ~ Séeee 
LB Type Ent. Fitt. with Metal Cov..... 1.55 S.0P.- wesen sceuse Series Numbers Style 4" %” a 1%” 1%" 2” 
FEB -363 Ent.Fitting With Cover for Armored Seryice Cable Piet ott Se” Seca flea Mae Bee ae Pee 
FEB -363 ~ ____Less : 2 z : No.3100T & 3101T 
CCW-3 Box Z2:nector a m F Threadless . Phi ae eee cnicntatiaidie 
CCW-39 No. $170 to 3178... eee 46 538 = .668 1.18 1.85 2.45 
o. to eee oll 55 -73 2.11 2.70 
“ELECTROLETS” No. 3200T & 3201T 
Threadless wh Bs " -60 -67 bb eeeeh eevee eese 
S Me ce ‘Meitieeta:: : 2 2 te tage 
FB Angle Fitt. with Cov. 713-83........ $.40 $.45 $.50 $.80 0. 32170 to m . . . . -20 2. 
KA End Fitt. with Cov. 1013 to 43..... 15 .20 25 85 | No. 3300 to 3805. Bate 64 4.75 = =.98 1.60 4.65 3.00 
SLB Elbow Fitt. with Cov.1to4...... .40 45 -50 .90 na err a or 
re ° m bGad *! heal? ecce wae 
Y Capped Elbow Y1 to 5.......... pean -40 -50 -60 1.65 No. 33170 1033175 “ “ = “70 "82 «1105 ‘i'70 ‘2°70 3°05 
1’ 2" 2%" 3” No. 3400 to 3405.. 4 “ : -80 1.00 1.20 1.85 2.85 3.30 
FB Angle Fitt. with Cov. 713-83........ $1.90 $3.00 $6.60 $8.50 | N° 3500 to 3705. . So oe BB 2B BB te tare 
KA End Fitt. with Cov. 1013 to 43..... ..... bes) geese so “ie “ “ y E , ° > 
SLB Elb Fitt, eith Cov. 1 to4 No. 3900 to 4105... 3 -80 -98 1.05 1.75 2.85 3.95 
¥ Capped Elbow ¥1 ae etal sogesbnes coves pce coos = oS we No. 4800 to 5005.. 4 “ m -93 1.05 1.32 1.90 3.50 4.65 
“GENERAL ELECTRIC” 
With Covers \” s s 14” AR 
So Cage Besien Hy -4 to se $ = $ “40 $ = +4 PARTS For Above Boxes 
appe ow Series to . vr  eetec P a ” 
Gapped Elbow Series 1483 to 1484 ee aa 1.65 Series No. Description 4 4” 1” 
Insulets Series 610 to 1612 -20 25 a” = apie 500-501-502 Base Only $ .27 $ .27 3 .54 
Insulets Angle Series 1640 to 1642 -30 -40 aan” * entile 500 X-501X Extension Rin -27 -27 -40 
Entrance Ells 1490 to 1495 -40 45 55 1.00 | 501A Base Concealed to Expd. -66 - 66 - 66 
0500 with Tapped Boss .33 -33 bake 
With Covers 1” 2” 2” 3° a8 to a Base - ‘2 4 
Ent. Caps Series 1525 to 1532 $1.70 $2.70 $6.60 $8.45 to ; . ° . 
Cupped Elbow Series 1470 to 1472 ..... ete, Ceeeeee eee 30 to 35 Metal Side Plates -14 -14 +20 
Capped Elbow Series 1483 to 1484 2.05 ..... so ieeee eee 40 to 42 Insulated Side Plates -16 -16 +33 
Insulets Series DPT tenng . casera,  .cdesa. ‘enmeas 50 to 54 Armd. Flex, Side Plates 33 -40 -53 
60 to 65 Angle Outlet «16 +22 -42 
meoeen eee Gees BeeeGP Gene ccoes §=5§._ canes. caeea..._— aadar 
Entrance Ells 1490 to 1495 °1.55 3.00 8.35 10.50 | 70 to7s ang = -29 ‘= 
GEE-VEE 100 & rt Straight for eg bo Base “8 ‘ “3a ° “ig 
- 110 to = “ No. ° ° -42 
4° 4" 1” 14” | 130 10136 “ «Noses @ 1108182160 
o o. 4 5 J 
F Service Cap Series 6000............6+ $.35 3.40 3.50 $ .75 | 140 to 145 aaa “ No. 504 * 2.65 3.05 3.45 
B es @ 7 Pecesee civeay 45 -50 -70 1.75 | 300 & 301 Threadless Outlet -20 . 26 eeee 
F Pipe Be oa ag edecece $ | et * 310 & 311 ” ” -33 .40 
FB Universal 3000... xcs’ 1-00 1-25 1.65 2.75 Series No. Description 14%” 16" 2° 
eathercap ae a Oe 4 . an Soe ee 
Service Elbow “ 19000........----- 40 145 50 95 | 500-801-598 Beco Only |. [2 AS Be 
Endo Terminal Series 90000............ -15 -20 25 1.05 | 501A Base Conmaiel to Expd Mi ecacs, > ae 
Endo with Male Thread Series 70000....  .25 .35 50... | 9500 “with Tapped Boss ona’ dibaa rh 
Endo for Armored Cable 31143....... gat! "elwee sence! Sitter <i 1... CUCU ec 
No. 14-2 or No. 12-3 Wire 30 510 to 512 Base 7 + 1.60 
SERIAL OING eT nes RP 30 toa . Metal Side Plates > lee 38 
Series :Nos, 14 and 12 wire, $.15; No. 10 wire, $.30; No.6 wire, $ .4 40 to 42 Insulated Side Plates 33 -66 66 
SEG Service Elbow Series. .400-34234x34", $.70;1x1x}4", $1.15: 1Mx1Kx4"1 3 50 to 54 Armd. Flex. Side Plates Oe adie = 
60 to 65 Angle Outlet .48 -92 1.05 
115" 2° 24" = 8”! 20 t0 75 Elbow Outlet 55 «1.00 Ss 1.12 
F Service Cap Bete OTE 000 cc cncedece $1.90 $3.35 $7.55 $9.20 to Connecting Outlet ca eee 40 -45 
PE ccc ctedovcee 1.90 3.35 7.60 9.25 | 100 & 101 Straight for No.500 Base «iw. eee eoee 
& Pige . -- gag 3a gves 1.2 1.75 3.00 4.15 | 110 to 113 - = ue = a . “tops me 
ad 2000 & 2100....... See ee ee «+. | 120 to 125 pei °. ° ° : 
FB Universal “  3000..........-04- -75 5.40 9.50 12.70 | 130 to 135 e “ No. 503 “ 1.85 2.10 2.40 
Weathercap P Gcte o6uccécta: Skbad WO sande) -<saae Shes 140 to 145 ° “ No.504 “ 3.85 4.25 4.65 
Service Elbow “ 19000..........6. 1.75 ie: xeens' 5 wanide 300 & 301 TimpeaeeGet—“‘“‘i‘“‘“é ‘és tC! © lft obée 
Endo Terminal “ 90000........... «» 1.40 2.40 4.55 7.40 | 310 &311 > eS te eee owes 


Electrical Contracting, February, 1932 


These prices apply only to the United States 




























































PL-14 
Fittings ‘‘Adapti” 





Lamp Guards 





COVERS For Round Adapti Boxes 








Numbers Description Price 
1 Pesetinia Gas Maks Cagee se ove vccccvccccseccecevesuvece $.18 
2 UE OE OR nciciccdedeccocsesveptsanbwesadwens .80 
8 Puseteene Gas Geese CavGs. ccs ccccccccccceceseeeseveees .30 
Sas Nate we Oa oe pevedececescoesesveboasotetse oe . 

SE CE EE PE cagsiscccconssbecs eres aneens = 
7&8 Fee con opamp pmenr slnbercreniee 52 
910 Malleable with i Nipple bps¥eceéearedebstucthobanane .80 
11 &12 > ” y . piebeebnceescoseehenevamhaas .37 
13 DE Et ES. 6 6 ddb0-40'60400600evssseedaebadneune 18 
13-P 4 With Plug * .80 
13-R “Screw “ .65 
16 ° For Surf. Sw. .30 
18 & 19 Cast Iron For Rec.. -22 
19-P With * .85 
20 Metal Cov. 4%” K.O -12 
26 Self Adjusting .58 
NOTE: For“‘Adapti”’ Entrance Fittings See Page PL-13. 
GROUNDING FITTINGS & DEVICES 
**GROUNDULET”, ETC. 
Appleton, Gem Hinds—& Similar 
Type GCA 
Price 
Fitting No. GCA- 12 For 36” Conduit Without Soldering pee ecoccces $ .70 
-172 — ~~ £«=™ escenece -75 
Type GCD 
With Angle Adjustment 
3%” One Strap %”Two Straps 1” Three Straps 
GCD-12 Fitting without Lug $ .90 00: |  _— weves 
GCD-172-22-32 with = -85 $1.55 $2.50 
Type GCE 
With Threaded Plug Terminal 
GCE-142 For 24° Conduit & 4 ° Water Pipe without Lug .......... $ .80 
GCE-242 “ WHR EMR. ccccccccccce -90 
GCE-342 “ 1” s e © GEIB GER. cccvcccccoce 1.05 


CONDUIT END TERMINAL Without Bolt or 
Soldering Lugs 














GCEl For 14” Cong 
GCE2 %” ‘6 
Ga °* 2s 
Type GC 
For Open Ground Wire 
GC 91 Cast Brass with No. 4 Lug and One Strap—\% to 1 ” Water Pipe $ .70 
GC-92 Cast Brass with No. 4 Lug & One Strap 6 te 22, Water Pipe. .75 
GC-922 “ 00 Lug & Two Straps ‘ ° 45 
WATER METER SHUNTS 
GC191 W ater Meter Shunt For 4 tol” W ater Pipe , aueeuedee 66s $1.75 
GC192 we. <a" i eeehds Gn eman deel 1.80 
BRASS BUSHINGS wo So Fittings 


Dize 4” 2" ” 
Without Screw or Lug. s. » $.13 " 20 He . “hs 6. 46 $ .84 $1.10 
With Screw & Lug.... .24 -31 .32 61 1.00 1.25 





G. E. & T. & B. 
GROUND FITTINGS 


G. E. a & B. Description Price 
SP-800-05 3670-80 r; Body Saws 4" COE ctcncswsasecccsosescsveas $0.90 
SP-810-15 3671-81 % PDE inecaucceekedenseeseeunes 1.60 
SP-820-25 3672-82 1 . - 4” COE nabncscaececemarescoonces 2.50 

GROUNDING WEDGES 
SP-900 to 3650 to 4%” %” 1° 1%" 1%" 2” 2%" 3” 3%” 4” 
911 3659 15e 20c 24c 26c 30c 45c 0c $1.10 $2.00 $2.25 
GROUNDING JUMPERS 
SP-600 8” Grounding Jumper pedevunsneheddbenseresdeecrscceve ned 0.6 
ees. Ge i FH meh besanceensboessseusdeacencoencsecs 


FITTINGS OR BOX CONNECTORS, ARMORED CABLE 


For BX or Greenfield & Ovalfiex Size of Price 
Description K. O. ach 
Standard Squeeze Connector 36-%. ....---seeeeeeeeeeeees “ $ .05 
et Screw Connector 36-%%..........cseccceccccees ~ -06 

° et Ber GE ME cs 600cccsseserneanéetseese ” .06 
° ET SIE Is 6 00sec cecscudestbacaeves Y .18 
4, 15 

STRAIGHT -18 
Squeeze x” .25 

BOX or 1 35 
Tangent 1" -55 

CONNECTORS ype 14” .65 
2 1.00 

Y 25 

REE Squeeze rd -30 

ne te BOX or P -65 
CONNECTOR Tangent 1 .90 
Type 1" 1.10 

%" 25 

45 DEGREE Squeeze i 35 
ANGLE BOX or ul -75 
CONNECTOR Tangent 1 1.00 
Type 1" 1.38 








FITTINGS OR BOX CONNECTORS, ARMORED 





CABLE—Continued 

PANEL BOX » $ .35 
ADAPTOR 4 ” -40 
FOR CONVERTING 1 . 65 
ANY CONNECTOR 1%" - 80 
INTOA if: 1.10 
PANEL 1.65 
CONNECTOR 2" 2.20 
"For ’ o Conduit -36 
COUPLINGS : -40 
2 -45 
FLEXIBLE nd oe -60 
STEEL ea ’ -75 
CONDUIT 7 - 1.00 
oF po 1.25 
S - 1.60 
For 34” Conduit .40 
COUPLINGS FOR S 34” = .45 
RIGID yh ps -50 
TO a. = -70 
FLEXIBLE ca. = -90 
CONDUIT sa - 1.35 
NDS 6 nc n6t00ss0bshsecdachetaksecunais 02 

FITTINGS FOR “OVALFLEX”’ ARMORED CABLE 
Number Description Price 
2150-57 -60-61 Straps—Fasteners & Bushings. . eee $.02 
2159 Bey Si Tn. . cuccetchssshiininans cidis .03 
2176-2180-2154 sy Pn nc¢euendee sendecoubénebaans -15 
2179-2181 nail Na oc ccc donsnctedacedeheesas -10 
2155-2156 speci es Se NNOD.. 5. can centbscncdkccess -31 
412-413 Connector for Ovalfiex to Metal Molding.......... .35 
9050-S ueeze Connector ......... Ceeccccecce cosccccese 01D 





COMMERCIAL GLASSWARE 








Standard 


Fitters NOT INCLUDED 


Diameter or Width Depth or Length F ize 
itter Price 

6” Diameter 5 Inches to 6 Inches 34” $ 1.00 
10" ‘ 6 = “ 8% - 4” 1.75 
12” = o% . “ 8% S 4” or 6” 3.25 
14” : 7 - “10% — 6” 4.50 
16” - 8% ~ “11% ° 6” 5.25 
18” 9 - “i e 6” 8.25 
20” ” 10 a “10% . 8” 15.00 


Modernistic Glassware 


Fitters NOT INCLUDED 


8” Diameter 6% Inches .. 4” $ 1.40 
pd 54 Has _ 4” 1.75 
10” ° . 4” 2.50 
12” . Sis «9 ye 6” 3.75 
14” © & 11 ° 6” 5.25 
16” S 10 and12% * 6” 6.75 
Ball Globes Opal or C. R. I. 
6” Diameter lS See 3" $ 0.60 
7” ? 7 ~ T. aeebeoetens ee 3%" .80 
8” . 8 e SS | qh ebenesenenia 3%" &4” 1.20 
10” bt 10 4 Se  besuecesnete an 4” -5" -6” 2.20 
12” . 12 ba ~ ptevecteeesead 5” -6" -7°-8” 3.50 
14” = 14 6 © | Sadecuncoeneen 6"-7"-8" 5.25 
16” a 16 - © . “Specendénesane 6” -7"-8"-9" 7.50 
Miscellaneous Glassware 
Half Shades 4%” Diam. 6” Deep2" Fitter........... $0.75 
Mission Bell Shades 434” . 4a” “ 2" ?.- abubentneeee -50 
6” ° 4” © 23° MP almnite hanes 60 
. « “ 7" « 5” « 94" « "80 
. =e « gf OOP Se S  lecseccecen Boe 





— White Only 


Plain White Only 





LAMP GUARDS 








1 Key with each dozen Guards—Extra Keys 10c each 


These prices apply only to the United States 


Lamp Size Fits Socket McGill Loxon Nos. Price Each 
15-25-40 Watt Brass or W. P. 1420-1420A-1420B $0.60 
50-60 Watt Brass or W. P. 1425-1427A-1427B -60 
100 Watt Brass or W. P. 1426-1428A-1428B .60 
150 Watt rass 2443 -80 
200 Watt Brass or W. P. 2444-2446A-2446B -85 
200 Old Style Brass 2447 -95 
200 Old Style Weatherproot 2447 A-2447B 1.00 

Hubbell 
Non-Locking Type 8: 
Watt 75 ag - 
No. Price No. 
Closed Bottom Top & Collar for Brass Socket...... 5573 $0.50 5578 $0. 50. 
Open Bottom with Collar for Brass Socket......... 5485 .35 ee 
Open Bottom No Top or Collar for Brass Socket..... 5691 -30 5692 ":35 
Open’ or Weatherproof Socket... ........0.-eeees 5693 .30 5694 .35 
Closed Bottom Top & Collar with Reflector........ ee: - Ee. “sege* sted 
Open Bottom No Top or Collar Mill Type......... 6995-6 .35 
. 
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FOR mg 4”. CONDUIT LOOM, —~ ere oe 
ic lei Size 
Migs, Conduit Lead Covered M 8 o> Fer ec Face par Petes Each or 3 fi sb - 0434 is 09 ia #% e. ie fs! 6. m 
No. Size Cable Size Jap Fin “Gv. Fin. Ks, Price aps = de ach oF or Se 
1) ” No. 14 $.06 $.08 $.09 
.. 2 WMO co's00 > ih : 260M_450M ‘it SOLDERING LUGS—One Hole 
3 14 500 to 750 M —. am 4 0M-700 13 Sherman-Trumbull or similar 
4 1 800 to 1125M -ll 14 5 50M-1 -14 F . . . . : > 
5 2 1500 M “12 “15 6 1125-2500M 20 or Wire Size Wire Price For Wire Size Wire Price 
6 2% j 2000M 15 116 wonoensascdtiiins Size mpe. Hole Each Size Amps, Hole 
Pe, 10 Under.. 25 8 c $ .02 eee 225 i, $0.12 
T & B ADJUSTABLE HANGERS 3 8 Beek wo 2 
For Standard or Thin Wall Gonduit Price Each et ‘ Re , 
- ; 04 450M.C.M.. 362 1 -42 
ype A Clamp Including Bolts Fits ey | ec 2% t0 7% ofbeccsa $.45 " .05 500M.C.M.. 400 1%” «52 
Tyre 8 & B& ~ lamp Including Bolts Fits Flange 7 to 5 oe eo “3 ° 4 600 M.C.M.. 450 1%" —s 55 
ENE Sense cdvnscd0sddsdcodeaneris Go00gn 46000ss0nns easel » d a 8 1%” . 
+ Sie Hanger Add Supports Below to Above Prices. FS ‘$3 ise i = i: 4 1%’ 3 
Supports for above ae a | For 2-Hole Lugs 
For One Conduit Steel $.12 $.15 $.25 $.30 $.35 $.50 §$. $. 78 With Regular Stud Holes Add 50% To Above Prices. 
= Two Qo ro +20 —_ Ras , eee cece 
=a sie seed bones LINKS—For Chain Price 
HANGERS & PERFORATED BAR Non-Insulating Splicing Linke—Any Make—Each............. tds saatay $.05 
Grabler and Paine nas hl ltCO CD ee eee ha ms eeccsese 88 
Grabler Perforated or Extension Strip Luminous Acorns—See Page PL-4 and Page PL-18. 
For 3 to 1% Conduit Per Foot. ........ccccccccccccvecs coccccecee 9.08 
= 345 103. ys ~ > $04590005000060000nR0n covevaccecoes = MAIL BO S 
to 6” ~ © «= © cereccacéciccecensessseouneee eeccce 0 X k 
Paine Adjustable Pipe Hangers 
%" 1” 1" 144” 3” 2%” 3” 3%" 
Hanger Ring, Perforated COUCH 
Hanger Iron, and Flat Head ee : 
SPRUNG 9. 6 bec baencsased $.10 $.10 $.15 $.15 $.20 $.20 $.25 $.25 | No. 73 Tilting Mail Boxes Post Office approved per Receptacle........... $3.30 
8 Grabler Hangers ye" - - one 
o. 
1 Hinge Hanger with Extn. Bar& LagScrew $.18 18 $.20 $. “TILTING” Speaking Tube Type 
5 Band Hanger Extn. Bar and Lag Screw. .10 .10 -15 15 or i 7303 to 7309 and ar to res 
13 = e Hanger, Socket and Beam Clamp .34 a | .37 38 i Nn i 3 5 6 7 1 11 12 
200 Band Hanger Only 310 51031218 | Pace ea. 12,90 17-20 21.50 25.75 30.00 34.35 38.60 43.00 47.20 51.50 
No. 1%” 2” He 3” rice ea. 
1 Linas Hones aw sy Ber & hen Reece ao 4 a oes 6.38 
5 an anger Extn. Bar an eam Clamp ‘ o ° 35 
13. Hinge Hanger, Socket and Beam Clamp .40 .47 .48 .50 SINGLE GANG Non-Tilting 
200 Band Hanger Only -14 -16 -18 -20 | No. 78 or 780 with call button or speaking tube unit.......... Price each $3.15 
FAN HANGERS 
RET TT Tee Type “Security” Complete with Outlet Box..$3.30 
Frank Adon 5 aalttaeateleca sateen ps FHSB- . Less Outlet Box......... 2.90 MOLDING, NATIONAL 
Arrow & Hart & Hegeman. .7750-7751 for Clamp or Stud Mounting. .... 2.80 
en ee Side awieaeee 2 \ ee ee Except Outlet Box pare ogaGe 3-33 
sse ———— . | eee oe eeeweelws . 
Resell & Seell............ 649-729“ with ee, Ee 3.50 MOLDING Price 
STANDARD SHADE HOLDERS 333 One Piece Metal Moulding for Two to Four Wires 1” Wide—Per Foot.. $ .12 
2%" Uno with a Sweseeewes $0.1 " 3i4- W, A with Screws pevecssoee o0.3 
I Sa etinsbiecd es nae Ut SF ukewccness ‘ 
Form H vy nm pcweoneece .30 4” e e © seccescese -60 FITTINGS 
« 4 ee .35 2%” Contractile Collar......... -10 | Number Description Price Number brig, tion 
aK" « © GarOWRc oc ccevece .30 EE. GEES H 30 | 315 mnector....+.++s 3 .40 nopy Base.. : " 
e De ab essesss -.40 4” e @  cecccecce -40 | 316 4 Deg. Coupling... .30 365A & 
v « e Dv csvieains .50 317 mnector.. .30 el. eRagewdhoe -65 
323 Sins Ce redcwgess -05 365X 4” Comb. Plate..... .15 
334 $008. swe teva teow .35 366 6” Canopy Base.. .85 
KNOBS, TUBES & CLEATS, PORCELAIN | 335 Ton... samaiotiaen 22  369X Open Work Coup... 40 
336 90 Deg. Elbow..... 15 376 Corner Box........ 45 
337 90 “ Ext. Elbow. .15 400 Base For Socket.. -70 
KNOBS Price Each 338 90 Deg. Int. Elbow. .15 400X 3” Recep. Base..... .70 
With With Without | 339X 2% Comb, Plate... .17 406 Combination Fitting .25 
Type Screw Nail Screws 340X Terminal Block.... .30 ill Pe eS 
No. 1 Nailit Kaob. .cccccccccccccccccccsecsceves . fart: 342 3” 10 Amp. Box.... .45 430 Fixture Rosette. -65 
hg 5% Split Knobs . iidtes bad-eonemeeabe 3.02% $.02 343 244” 5 Amp. Box... .45 437 45 Deg. Elbow..... .20 
Sha nobs . -03 024% | 344X Coupling. .......++ -04 438 Sgle. Flush Box.... 1.00 
gaan _—. «mddide >. "Sie 345 Single Strap....... 06 439 “* Surface Box... .70 
r¢3 & 4% Knobs Soli 04% 04 348 Cord Rosette. ..... 38 439X One Gang Box..... 
No. 9419 Split 146x1% +g 07% | 348X 3” Cord Rosette.... .38 439D raw ees vad 70 
GU EIDE cocccccccpecccensséseteces§ §  ceoges .12 355 Ground Clamp -12 440 Two Gang Surface 
SD WIN MIS dL 3 o'oni o's 0s tvectiveschbueda’ “ “Jibves -10 Hog Lo less Resse sees m4 an 1, Gans bes 1.48 
sae m ecep. Base.. wo Gang “aeige? 
a errre Mas = Seeees sn eses ‘oy | 380 Conven. Outlet...:. 80 440X cous Me 
360X Plug Recep. 660 95 441 Single piores.. «+s 65 
TUBES 363 434” Split Base..... 35 442 Two Gang Adaptor. 1.15 
3° & Length 363A-B 434” Cover Closed .3Q 
Diam. under fous « 4 8° 10 a 35 9 Me 
« st & -04 “08 * “08 ‘Or 18 “21 ‘30 .88 ..47 j cadcncdan odd pbatedebde>s<bahoded Pevensie waneeenen Per Foot$. 
; ‘7 108-«S 0B 111.115 125 “a4 -483 -52 | * Wie A eS 
fe S = -10 -12 -13 115 18 .29 .39 .49 .59 
OVALDUCT FITTINGS 
2 SS ae No Description Price Each 
‘ 2 i xf eeeerececesesesesecs Oe 
Standard No. 334 2 & 3 Wire Unglazed Cleats without Screws Per Pair 8.04 Get Fevatie Sess veoe B48 
3134 90 De by» i. ey 3s 
ONE WIRE CLEATS 2185 «45S Flat snes 26 
B & D Type—2 Piece Porcelain 2136 One piece 90 degree elbow.......eeeeereeeeeeeeereceeeenes .50 
Dimensions 2156 90 LEI IE DL I, COR TR .30 
No. Height Length Width For Size Wire Price Each 159 ee ee a ree ae ae 08 
1A 13 4 14 to6......+5-- ecccccccccccccccecsesS-O6 | BIOL _ Strap Fastener... ....... 0.2... ceeseccsesccececnsceseees .02 
1%A 2 wy ] ® B. .cccdsccedec Seccece codeccooses . -08 | 2181 Connector Ovalduct to Oval Knockout.............-0e0e008 .10 
2A 2 wy D'S. .coghee ecccageceges cescceccees oll | 2662 eT OS a OR OE ae ee .20 
2A 2) 1 © ® Geeks co chuwetocedes edOee due .14 | 2663 Extension Ring SD OS eee SP Ae Ee SOR See. 20 
3A 3 1 000 ” 200,000 CM........ccceeees esos «17 | 2665 Outlet Box 4x % UN NOOUD HOE. oo co cc cc cccceccesesces .28 
3B 3 1 000 ” 200,000 CM........ eeedeenoess . -16 | 2862 - 2 Pid een ds ann wok endneeds eeehneke .20 
3%B “% 3 18 2” 500.000 CM........ Romaine eeces 220 | 2865 3 UD PUNTO UNE... onc a0 cecceccoes cape 26 
ig % 3 1 5 * 1,000,000 CM.......... .27 | 4170-S1 _— Sectional Switch zr4x1 eh65555050s0068 0009990455 36 
44B % 5 1% O° BORD Cosi csreseeeees .85 | 4172-Sl Spacer for above boz............csceeceseceee weeeeceveese 30 
These prices apply only to the United States 
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ELECTRICAL CONTRACTING 


LIVE MARKETS FOR 


G-E FLOODLIGHTS 


OU can count scores of opportunities to sell floodlighting. Many 
of them are year-round markets; others are especially favorable 


at definite seasons. For spring sales, why not concentrate on 
the following fields? 











AMATEUR BASEBALL 
The unabated popularity of floodlighted evening games in professional leagues 
has aroused the interest of amateur and “‘semi-pro.” clubs and has showed 
them the way to longer games and larger attendance. Spring practice will 
soon begin. See the local managers now. 


- a an. 





Elvira GAS FILLING STATIONS 

ta Di; hel tY ™ The spring tide of cars will soon be pouring along the highways, and road- 
= side competition among filling stations will be renewed. The floodlighted 

station gets the after-dark business—in town as well as in the country- 

side. It’s a sales argument with a real financial appeal. 





GUN CLUBS 
Floodlighting for evening practice means a lot to gun-club mem- 
bers. The extra available hours after dark build up nembership 

and create new interest. Look up the local gun clubs. 





PARKS AND ESTATES 
Scenic lighting of trees and shrubbery gives spectacular 
appeal to parks and private grounds. The outdoor season 
is on its way, and the opportunities for sales are uncounted. 









Remember — you not only sell floodlights and lamps but also, 
as a rule, conduit, switches, transformers, and the work of in- 
stallation. The General Electric Supply Corporation will back 
you up with the recommendations of G-E lighting specialists and 
“printed salesmen” for your promotional work. Address the 
nearest office of the G-E Supply Corporation. 





710-150 


GENERAL@ ELECTRIC 


SALES N ENGINEERING RVICE PRBTRCEP AS CITIES 
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AN OUTDOOR SWITCH 
For Low-Revenue Cireuits 


GENERAL ELECTRIC 


SWITCHGEAR 


Join the “G-E” Circle—Sundays at 5:30 P.M. 
E.S.T. on N.B.C, Network of 54 Stations— 
Week Days (except Saturday) at Noon. 





be ek 
: 











“™ switch, Type TB-1, is rated 15,000 volts, 
200 amperes, and is triple-pole, group-operated. 
Its construction includes spring-pressure line con- 
tacts because of their low resistance and their 
self-cleaning and self-aligning characteristics. 


The TB-1 is of vertical-break design providing 
ample break distance and phase spacing. Positive 
operation of all poles is obtained by a square steel 
shaft. Assembled insulator units, which are 
comparable to line insulators rated 22 kv., are 
standard. 


The TB-1 is a moderate-duty switch at a moderate 
price. It conforms to the same standards which 
characterize other outdoor switching equipment 
of General Electric manufacture. It differs only in 
that it is of lighter construction. General Electric 
Company, Schenectady, N. Y. 

















Molding 


Plugs, Appliance 











MOLDING, WIREMOLD 











No. 500 2-Wire, 
700e4-Wire, 
“ 1000 Master Size,“ “ “ 


price per ft, 
“ “ “e 


MOLDING 





haat Ang No. 500 





























































~~ FOR No. 700 








4 Wire—Continued 






















Number =. Price | Number Description Price 
502 Ee a $0.04 | 574 Geriteh Bes. ....6000- .60 
504 Supporting Strap...... -03 | 5742 ee a rreges .70 
506 ceanestion Cover..... -03 | 5743 uplex Rece _- soe Baee 
511-12 45 & 90 Deg. Elbows... .23 | 5744 Single Deep a oe 85 
515 MO TEE cnceadecsens .26 | 5744-2 Gang ara. 
516 Cross Plain........... -36 | 5745 Combination *...... 60 
517 Internal Elbow........ -20 | 5747 Single Shallow Box. 60 
518 a et ieeeneges -20 | 5747-2 2 Gang 
519 eS) FRETS -45 | 5747-3 * 
521 1 Piece Rosette....... -33 | 5748 Single Surface * . 
523 4° Fixture Rosette....  .75 | 5748-2 2Gang “ « 
524 1% * .... .60| 5748-3 . « 
525 eceptacle Base....... -75 | 5748S Shallow ‘“ Rec.“ 
526 Keyless Rece 1 -85 | 5749 Switch & Recep. “ f 
527 Attachment Plug...... -90 | 5750 Push Switch Box “ 
532-23 24443" Sutlet I -45 | 5751 Single Adp. Plate ‘ 
588 Operwork Tocnlion... «+. .36 | 5752 2 Gang * ’ 
599 Moulding Connector. . -05 | 5753 3 : 
5760 Blank alias Box... .90 
FITTINGS FOR No. 700 7 80 ore Ome Cra -15 
4 Wire 5781K&A 36 Box Connector... .30 
5701 Coupling. ............ 30.03 | 5782&A iP ipe Coupling... .38 
702 Bushia o4 | 5783 lbow Box Conn.. .35 
5703 Clip spitisinteinindicaede aca “04 5784 Pipe Coupl.. .35 
704 1 mf 2 Hole Strap Ale oes “04 5785 Comb. Connector...... .30 
706 Connection Cover..... “og | 5786 Adj. Offset Conn...... .50 
whiprratt: . 5787 Kick Plate.. ; — 
5707 Multiple Strap........ 05 5788 0 
5708 Fixture Hook......... -20 penwork Connector. -35 
709 Ground Clamp........ -ll 
S711-13 Ell Elbows 45 & 90 Deg.. - FITTINGS FOR No. 1000 
5717 | are he BP cocceee -24 MASTER SIZE 
5717A Elbow Pull Box....... -50|1001 Coupl.ng............. $0.06 
5718 External Elbow. ...... .22 | 1002 Bashing. .....-.ceees -04 
5719 a) eage . 50 ; 1003 Ces esccccscccesces -06 
5720 = Narrow Fitting........ .50 | 1004 Two Hole Strap....... yo 
5720A Show Case Outlet..... 55 | 1005 See Hole a 
5721 1 Piece Rosette nes bald .33 | 1008 Hanger Assem ly eovcce ‘So 
5724 im ~ ~~ secscce .65 | 1008A Hanger Clamp........ -18 
5725 Receptacle eRe .75 | 1009 EE _secscese -20 
5726 Keyless Receptacle. . .85 | 1011 90 Deg. Flat Elbow.... .40 
5727 Plug Receptacic....... -95|1013 Adj. Elbow........... 40 
5728 Utility Ptintecendes .45 | 1017 Internal Elbow........ .40 | 
5729 “ Cond. Type. .45 | 1018 P< nchacess -35 
730 Contact Block........ . 20 | 1020 Keyless Receptacle. coe oan 
5731 Blank Cover.......... .12|1020A_ Angle ... 1.40 
5732-3 2'4"&3" Outlet Box... .40/1020B Blank or Outlet Box... .50 
5734 Closed Extension “ ... .65 | 1028 Utility Box........... -70 
5735 _— Distribution Box...... -70 | 1035 Distributuon Box...... 1.10 
5736 lank Cover.......... -15| 1039 63%" Fixture “* ...... -90 
5737 4%" Extension Box.. -60 | 1048 Switch & Recep Box... 1.00 
5738 4%" Fixture Box...... . 55 | | 1082 Pipe Coupling......... .60 
5738D oes Thru Hook Conn. 1.45 | 1085 omb. Connector...... 35 
5738E Stamped Hook 1086 Offset Connector...... .70 
NE, . cack tibiae s 4 | 1087 Kick Plate............ -32 
5739 6%" Fixture Box...... | 1089 Reducing Connector... .15 
5739A 63%" Extension * ..... 95 1000F Flex. Fitting 18°...... 1.75 
LEWIS METER AND SWITCH CABINETS 
CLASS A MAIN FUSE ACCESSIBLE 
Amp. he Wire Fuse Neutral Numbers Price 
30 125-25K 3 2 SEB e cccccce M7311-ML7311............ $14.30 
30 125-250 3 2 y  secouses M7311M-ML7311M........ 13.80 
30 125 2 1 w @cbasta M7211-ML7211............ 13.90 
30 125 2 1  g6eeere Mi11M_ML72i1M Sececce 13.80 
30 125 2 D Posed. .scics ee b picieino c'e 13.90 
60 125-250 3 BS Beeececcete M7312—-ML7312............ 19.7 
60 125-250 3 2 y Sedeuen M7312M- Mi 7312M cevcccee 19.05 
60 125 2 1 S . suliesen M7212-ML7212............ 19.30 
60 125 2 1 o) susduen '7212M-ML7212M........ 19.05 
60 125 2 2 Fused....... M7212D-ML7212D........ 
CLASS SEALED MAIN FUSES 
30 125 2 B. Becoc skids M5211 or ML5211.......... 12. 
30 125-250 3 2 ” * seseeen Bae * | eggs 12.80 
30 125 2 S Prieeh..c ccs $ Be 8 | Sears 12.20 
30 =6125-250 3 2 Unfused..... a an > Mk Os dee ct cees 12.30 
30 250 2 2 use ah Me iiinees «seeks 12.95 
60 250 2 2 PY « canteen 222 ° ar 3 Saree 15.30 
30 125-250 3 2 Unfused.....  t Be ae 12.70 
30 125-250 3 BE coccese M SaISN ve or it: resent 12.70 
60 125-250 3 2 oat vad 322 or ML 322.......... 15. 
“METER TEST TYPE” CABINETS 
90 Amps... ccccccccsces --Cat. No. M303 or ML303...........eeee0s $6.25 
GD AmPOere occccccccccccss Cat, No, M602 or ML602........... eosccee Bee 









N-SUNDRIES 
















Size Conduit 


Length Conduit 
2” to 3%” Long..... 


244” 
ad 


« 44" 
+ 44" 


- 54” . 


50 


= 
2” “9 a © 80:48 80.8 


3” oan oe 
344” “54” eceee cece cece 


1” 


oa. Cond. cont Cond. cane. Cond. Cond. Cust, 


PIPE NIPPLES 
Close Nipples—Galv. 
1%" 1%” 2 


2” 3 


$0.12 $0.16 $0.20 


‘Standard Short aw or r Galv. i 


- $0.21 $0.21 


- $0.70 pia 
a ages eee ee . $0.85 





PIPE NIPLES Continued 


eu Conduit 


Long Nipples— Black or Galv. 





duly - Gh oie «0's 3 ~~ © Fee 423 2 

5 ‘ns ; a Ft oe -14 $0.14 $0.20 $0.24 $0.30 $0.38 .... .... 
6° Sot teeeeeeeeees . -15 -17 22 .28 .& .40 $0.80 $1.00 
- Cotte eeteeeeeeee -18 = .21 -27 .34 40 .55 1.05 1.25 
8° Cotte eeeeeeeeee -21 -23 .30 .37 -45 .60 1.12 1.40 
9 Cott tteeeeeeeees -22  ..25 .33 40 .50 .67 1.22 1.55 
10” eCodee cduc Ghee -24 -27 .37 40 .56 .75 1.35 1.65 
11 a ee) .30 35 45 .58 -70 -95 1.45 1.80 
a.” ssaneeebnasace .30 .38 .48 .61 -75 1.00 1.55 1.95 

CHASE NIPPLES & COUPLINGS 
Ge | BB * 14° 1% 24° > 

Chase Nipples. -each #8 s:bs $.0s s-10 8:20 $:35 8:38 8.00 3:70 81-10 
Couplings “ nL <n nD ada Gets tube. Mebe esce 4360 


For Erickson a 4 see cor PLS. 





CHASE FEMALE REDUCERS AND MALE ENLARGERS 
Malleable Iron Galvanized 






































4 to 34° Reducer, each ve $.20 % to 34° Enlargers, each... .$.15 
cose -25 al - ces Ge 
ig : . . 35 “14° « 40 
- ie" e a aha .50 
NAILS—Insulated 
Millonite Insulated Nails, per dozen apiebecatl $.05 OEE osedaaeae $.40 
Leather Nail Heads, vibuen .05 OF! Kiscwddsd « 40 
Staples Insulated, . D cetnkoncs 05 Bee Ff. uascacees -40 
> 
PLUGS, ATTACHMENT 
ATTACHMENT PLUGS COMPLETE 
Price 
“Pony’ * Composition Sere PEPER TTT TTT CT eT TC eT TTT TTT eee 15 
Stan BEd ces secseecccngecsesecessseuesesseesesseseeee .20 
i Ss i 106 46n6665b6.664S606050065000686000% 15 
ND OO CRT, occa cccvessectvasccoctasebéseces -25 
Large Size Double Tr Be BN a6 wo obec ccncdelwssssebuseceesssése -60 
© ke 6: 44:iK5 604090004004 00Rse0RN Se -50 
EE Cs PR ond ddceGiececiteiereceebatevenee .45 
I, a. wn nak ne wage es Uamnebmeean om -20 
Pony Body Only.$0.10 Standard Body... $0.15 Large Body... . .$0.35 
10 AMP.—CAPS ONLY—For Attachment Plugs 
“Pony” a? — ee rer [phebehdebewbiries $0.10 
“Standard” bidiediantagigetenuedehieetbinwniseenes -10 
Pu Bakelite” Soenethsed weeeeendeastendocceseoendes -10 
Large Size pel , . ca cinccsbendndudceuedhbenncsesesce 25 
Pee Spee MOMEEND TEA. «0500 Uke wc ccescccccecesccccescooccese -10 
ee ED EOD. oo cccgcctsccccGbevececesesconcessesossucesese -25 
“Standard” Cord CR Cnn cen cocdctoscccnessececoncossces .30 
. Steel Covered Cap ice Rnekesestsukesweasoneondecade -20 
° Brass Fe sieestseethietkenesenaneenis -45 
. Steel “4 a ere ee ee 40 
Disappearing Door Comp. Cap... pcccsccscccccccccccscccccccccecce 1.15 
Brass Cov. Cap. .......ceccccccccscccccccccece 1.20 
“Standard” Brass Cov. Finger SE, gc 6oe bad ea Chkeees obeseleee ant -70 
PE” CH CR, Rha ccurncseseeesseotsoeccses -40 
: NE Gtk TINIE, 6. 0. dt 06 6 htc cvedicnscncecsscee -65 
. Comp. Fusible Cap eee eseePesccceccsecececesoscoecece -60 
Polarized BS Wire Cami, in ccccccdseccccccccccccccsescececce .20 
2 “* Brass Cov. Cap a Seecebeweseersecconcausecesece 40 
= Ss * See © hiccncedipseciesdsscsvesseeucesus -25 
= 2 S Be cecccwehstakscastectasouusntses .35 
20 AMP. CAPS—For Polarized Devices 
3 Wire Brace Covered Cap... .ccccccccccccccccccccccccccvcccccces $0.90 
i. 2 ww EOp00 40566 00s eS SESE ses So ceereeseceses 1.20 
3 * Steel Covered Cord Grip Cap... ..ccccccccccccccsccccccces 1.00 
ss mil) Py, phdne bine eeteswndbtenk 1.30 
30, 40 & 60 AMP. CAPS—For Polarized Devices 
30 Amp. 2 Wire Porcelain Cap... ....sseeeeseceseeeererereeeenees $1.55 
— le Steel Cov. Cord Bs Le thie es els de conccccccese 1.90 
Sh .°' GB © Frevetietn 0 e (deme h eb ese ccc ccccccces 1.55 
°° O © BeeshGw,, © © padi ies cep ccccensccs 1.75 
40 * 3 * Str. Cap Ground. c. SCRE Saas oh 0 0 op ao kab oded 2.25 
GO 2 GM rs Cr anc oc Vakboce hs cc ccwescd detedes 2.10 
Flasher Plugs 
Fiemeos Flasher Button. $0.60 No. - Skeedoodle rpe.. - $2.50 
#530 Flasher Button .50 No. 1 eS ° -60 
“Rodale” 110 Volt“ Plug -50 No. let “ ee -80 
220 Volt * . -65 No. 165 . © sass -90 
PLUGS, APPLIANCE 
Make No. Description Price 
American Beauty 802 Plug Complete for Small Irons — «+++ -$0.40 
806 Large 1.25 
807 4 . “ Toasters & Stoves -20 
Arrow & 7762 Standard Size with Switch......... .40 
Hart & 7760 without ‘ . .20 
Hegeman i a Fee a re er -20 
Beaver - “Grigall” SupeTr9s Adjastabic Cont... .45 
“Gripall” & “Suitzall” F-5 Armored Casing.. .55 
F-7 Adj. Cont. Bakelite .50 


F-22 


These prices apply only to the United States 


“Suiteall” seater Plug—Full Size. ...... 
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Plugs, Appliance Receptacles, Flush 
PLUGS, APPLIANCE, Centinued G. E. or TRUMBULL—Residence Panel Boards 
Beaver : F-31 Standard Heater Plug—Single Sided Cont.$0.15 . 6 8 10 12 
“Gripall” & “‘Suitzall” F-32 Heater Plug Double Sided Contacts... .. -20 | Surface or Flush Mounting Circt. Circt. Ciret. Ciret. Circt. 
F-33 Armored Casing (F-32 Type Armored).. 125 Single No. 3104 to 32 
F-34 ium Heater lug—Bakelite. osccece -25 | Flush Mtg. or Fusing 
~~ naan ares a Bante ae actes to 2912 
“‘Gripall” Heater Switc u ont.. .80 i ° 
G2 —— Heater Switch sodas le Aley poses 3404 to 3412 = on al saad O58, 28 eatin 
\). PPOVTETETeTeT Teter 
G-21 Somqeilive pon Button Type.. ora Oe, at tay 
— S33 New T. o. te Type 2 EEE Surface Mtg. 9.10 12.40 18.15 23.10 26.40 
en ircoo eater UB.ccssessessesessssee ° D 
Bryant 668 Universal t Appleace Plug with Switch.... .90 SQUARE Fuse Cabinets 
See Reateden Belk wit Sedteshgy baked 7” "80. | Series 37000 to 39000 iret Circt. Circt, Ciret. Circe. Cire 
Bo Se ellt Soritchlees Plog nets Switch... -G9 | Flush Series 37000 Black $1.85 $2.50 $4.50 $7.90 $9.50 $11.15 
utler-Hammer 7051 Appliance Plug with Switch............. -60 | Surface outa :- 4 : 4 1:50 790 19°90 iis 
sane prmeeed any Plug No Switch seeeeeee = NOTE: 2 & 4 Circuit Flush Type arranged for mounting direct to front side of 
2642 Switch me 25 ith Pe “45 studding with channels for lathe ends, each.... 2.2... eee eee seen eeececs $0.20 
2699 Small a, Ee ee Combination Fuse Cabinets 
2826 “Handy Pull” Heater Plug. . ees 60 Amp. Fuse Break and 60 ane. 2 4 6 8 
Hemco tae a eg Appliance Plug Bakglite. ba eahes .50 Pieth 04 30 Amp. cee a : Circe, By eet, at 
wite iala oe: sae us ounting Aluminum........... J 4. -00 
Hotpoint CD6P1— Iron Plug No Switch,......,.0s0+++++ ++ “G5 | Surface ‘ Black............... 6.45 10.75 11.55 12.40 20.65 
SE: mS oko Comme censeegaes ‘a WADSWORTH Fuse Cabinets & Panelboards 
sbchtDitmodibebire ss -00 4 8 10 12 
ber = Af poo 4 fopen Fye— Switch tee eeeeeeees 1 a ou past Front Single Fusing o- one, oe. Circt. Circt. Circt. 
Frovp 5 One €All Appliance Plug—No Switch.... -80 | Flush Meg fisager Support. .... 2.85 “8-80 “0:10 “7-58 10.20 “12.00 
52 Iron Plu mh i +) sis cated hineee .50 Flush Type for Tele w x 6.85 11.10 13.75 16.40 19.85 
55 Standard Iron Plus—Ne eee COD bleibt iis whi ed ee : 16 Circt. 20 Circt. 24 Ciret 
eS a ee eer -30 | Surface Mt Enc. Panel Boards 100 Amp. $22.00 $25.35 $32.00 
Reynolite 500 Heater | Plug No Switch Ditianeseddees at .40 Flush & 24.75 28.00 34.65 
510 “yo ™ BS ee aagee .75 
Rodale ia Heater Plug No Switch Cold ~ ane Ste t WESTINGHOUSE dunter Residence Type 
- rmored........+ ° 10 12 
G10 Bakelite eee mets 735 | NOUR Gani oi a 6408281 $2°00 $2.70 $8.78 $5.95 $8.75 $10°30 811.7% 
akelite “ ° o. e . ° é > 10.30 $11.70 
615 * Armored Heater Plug—No Switch 30 ed Building Panels for 
850 Iron Plug with Switch Tey Perry ary 45 ‘oggle Switches 
ae Armored.......... .65 | No. K-64034-42 & 64074-81 ..... ...... 6.60 9.90 13.20 15.70 19. = 
Simplex - we O Araceed Pleg—No Switch Wet tet clades 75 Pothend Comnpommt Fat Femis i oic'o 6566 5 ins 88 Sk ce ces tbnrcceuececs te 
ee: eluxe Chromplate Plug............... 1.00 
Sunbeam ; (86 TD. ORE ce eg e 1.50 PLATES & PLUGS, RECEPTACLE 
Torrid ~ B-0808 A Automatic Heat Control Plug For AC Only 1.00 
B-080 ellen antlers 1.00 PLATES—For Flush Receptactes 
Waage 3 & 4 Heat Plug Only.................. -50 All Ty meniie L .040 G = ¢ 5 .060 Gea G 
me a3 a “gr acquer rass Lacquer B, Brass 
Westinghouse 300438 Appliance Plug m3 Sotqh TiS a ‘ 2 Single - Du lex late. ~ v4 $0. 10 $0.15 $0.20 $0.25 
SEE : ift Cover Plate utlet oeses . . ° -65 
, T Ratio Fetes Jock Type—Sgle. or 
FRANK ADAM Telephone '* a “One © Outiet. eon eee 3 eeses = betes ‘2 
SRS ee icr smean sD. Getee . 
Di Door Plate Sgle....  ssee+ cece  ceeee tenes . 
11 30 Amp.—S. P.—NEC Fuses Bronch Broach eaek Breach sappgering a a. osee ie ubeaa ~ sOhke 118 
“FBX” Safety Type Fose a Seer PGree, BOO. ccctsd “wocves Chapman Receptacle © ..ccccce coscs  ceoose cesses sever -75 
“NR Main Cable Lug Only ...... ...... $8.90 $11.90 Blank Plates One Gang.........- .20 -25 .30 .30 .40 
? * — Solid Neutral....... a oa: < meee Bull’s Eye Plate One Gang...... -80 -70 -80 -80 .85 
NR3G : $ Main Cable Lug Only ...... ...... 16. 19.80 . ™ -—_ 1 — Comb.. Pre done. saneh  sdkoges 1.00 
a TT - * and 1 Rece eT ph sbedetcotbens..<nésh Medes 1.00 
Gat Plug Fuses BENJAMIN STARE 8 10 12 Switch and Sgle. or Deoies Recip. 2. -55 OP dnetes .80 
pe and Description Circt. Circt, Circt. Ciret. Ciret. ee iieen ier aes wy olarized eceptacles peneéopwasacove aan 
66104712 NP’ "One Fuse 3 Wire Serewless Plates Bakelite for Hubbell Receptacles............0.0000. "55 
~<gitnsy: $ 5.20 $ 7.40 $ 8.90 $10.40 $11.90 rewless Plates Bakelite for Hubbe I das cnnencomth<s vox ‘ 
66204-12 P —Two —* 2'and3 Porcelain Enameled Plates for Sgle. or Duplex Receptacles........... -25 
lve Sane... 7.50 11.15 13.35 15.60 18.60 eeisror Glass anes fos 4 3 4 ~ a. wore Bs -Pesgoraarwoes 1.00 
66304-12 NEP—One Fuse with uxe Metal Plates for Single or Duplex Receptacies. ............. .90 
witch Pl..... 7.10 10.30 12.80 16.50 19.15 | DeLuxe Wood Inlaid Plates for Single or Duplex Receptacles. 238 
66404-12 EP —Two Fuse with ; CAPS & PLUGS For Receptacles Price 
Switch Pl..... 10.30 15.25 19.15 21.80 25.15 » “=p. _—— Cap... ccccccccccccccccccsccccccseseccseees $0.10 
tandar © ceecegredectoqocecscesesdecebctoces ° 
BULLDOG tree ale ws 8 12 10 p re Cap With Extension Knob. ...........sceseeeeeeces -10 
Se Deusiotion Cnet, Ciret, Cleet. Ciret. Circt. Circe. 4 : : prow Covered Cap.....eeeceeeeeeeeececeeeeeeunees s 4 
CBS Surface Black Finish with ows cece al ae th ws tes a : — Readme ae Maroc epiiens Ui~ fo~teonend ge teee 4 
shie i ; ’ y 7 30 © * Cord Grip Cap..-...sseeeeceeeeereeeeeeneeneeeeees e 
BOS “ Black Finish with- 10 P at vies Wane COmGes Cap. oc cicccceccvcvcccscsccesesoces — 
out Shield PG «freeware, eee pate iss 4 u eee geseve Eeatnytetase oi bb~ponhnagovadetonse * 
BF Flush Luminized Finish 2.50 3.70 5. a5 ‘3. 75 10.30 11.75 Ch 10 1 or CCEPTACle. cc nce cceceeccesreeeseeeessseseees +74 
BBF “ Black Finish ae ee pany a te nano Pine P otaah TRETEOUCOEU OOOO CS COCO C eee eee 4B 
BSF“ Lom, Finish with PSS yee 
BSSF = Lene erake with Fr. PER OSS. 15.98 0.8 Amp. 2 Wire Polariz. Comp. Cap...-+-+00+eeseeeeeeeeeeees tye¥: 25 
30 A. Saftofuse seeee 20.50 22.00 31.75 33.35 35.00 | 19 ¢ : ; os a SEED CRD. cc cvcccccdccccedcsoccnccccve ‘3 
BSSF e Lem, Finish with Oe a Pins B nteseeeeeeeseeeeeeeeseeeeeees . 
60 A. Saftofuse sees 21.50 22.30 32.25 33.75 35.40 | 35 « 9 « (ner (4% ole ee ee "90 
7° ee 4 Boh SOMME ® « seldimscenedeoreshesttegcees 1.65 
Pull Bor tees want nnn cn ion Bl Comp. 0S HE “45 
FUSE CABS—All-Steel-Equip. Co. Bo 0 tM 2 [Dahetcieheteeetackee: oe 
2 4 6 S 12 ant ie SS ee | cckavsevedsVeceserresedeedeecs 1.10 
Style and No. Description Cire. Cire. Cire, Cire. Cire Aes * Pore Oeste ee eceeeeeeeueeesesceseees -65 
C702-4-6 Serf. Small Type Black Weteod 6 SDSS. BB OB. BB. cccccccccs 4-6 © ~ Ces Ct Qa has 5 oes Se 0B th cecccccs 1.75 
C902-4-6 OS OR ee re, Sree ie ee ek Sea Se 2 Re. Heavy Duty ‘Angle Ce, cncanncccsocesocceooy sens 2.40 
D3008 & 12 Surf. sel or Two Fuse RES ETT Se $5.95 $8.75 | 60 * 3 * With Cord Grip coccccscese 8.30 
=o a He ‘ edweeh 6606inbbetieh dates = oes 1 be : p= 2 Carbon Lamp for Bull’ 8 Eye Receptacle . 000060002000 ‘- 
ur + = Sy PORES et 4.95 7.00 9.1 4.45 olt eee : 
DS3304-6-8-12 Flush “ * * >. S aswestuldées 4.95 7.00 9.10 14.45 
a RECEPTACLES, FLUSH | 
tent es tne A 
2 4 6 8 10 12 STANDARD RECEPTACLES OR CONVENIENCE OUTLETS 
Standard Flush pe Panels Circt. Circt. Circt. Circt. Ciret. Circt. Without Plates Plates Extra Price 
Seies SERENE ce 15 Fusterive.._ 99:00, 99,00 SS-55. 95-58 20-00 SELFS | ahgiew Maagyee Cake Wl M3 5000-2 2 cy seas sssnvosesscoeess 8.20 
CUTLER-HAMMER—Fuse Panels—Flush Mounting os - > peeet Dep ce esac cecece ces ce cocecceseees = 
All 30 p. 7 Porc. ; Daciex Oe cc aecssececonces seccescsccesee 4 
Seaties Am ati. om 8 Ck. 2 : ) Satire 44.nk ob btskigs ee enn ce RRR 
Biock Finish Series 4855 1195-30..c0ccc--00 $1.50 $9.00 $4.45 | DUP Bebslee Tyr 5 PRR essere eosee nes se 
Aluminum Finish Series 4355 H25-30....... e 2.30 3.30 5.10 | g « Pore. « he  «—ssés + @ edi WOR RRRRRRR cee + .35 
Circuits 8 Cir. 10 Cir. 12 Cir. - me -  te S Duplez.......cccccccecccrcevscceces coe «= 5 
Black Finish Series 4355 H25-30....... eevee $ 7.85 $ 9.50 $11.15 Shallow Bakelite Side ae a Seren 15 
Aluminum Finish Series 4855 H25-30.......+ 8.25 9 5 11.15 WR a see chedaneteoe> oe 





These prices apply only to the United States 


Electrical Contracting, February, 1932 








PL-18 
Receptacles, Flush 


R—Sundries 















SUNDRY RECEPTACLES 
Plates Extra Except Where Marked *‘X’”’ 
Price Price 
For Lift Cover Plate Single..... 0.88 Disappearing Door Recp. Single. .$1.00 
Duplex.. -70 _—— 1.50 
Duplex Separate, Feed Com. Gr.. 140 Screwless Plate Recep. Single. . .45 
xSgle. Wita 3} ‘" Box Cover.... .30 Dup lex.. -60 
xDup. 3y”" * “ ..e- «45110 Amp. Pol. 2 Wire Single péacd .55 
xSgle. ° = ? SC coce ae «Co a ° 2 1 
xDup. ‘* 4” - cece cones * nd 
xSgle. * Small Brass Pi seeee 1.20;30 * e 
s © © heres © = © ccoce 1.35}10 * ° 
Edison Screw Base Recp........ .30]20 “* = 
Chapman Receptacle........... -95}30 * - 
Radio Single as eccccesecese - 85] 40 Amp. ee rat Wire 
Or Convenience Outlets Price 
No. Description Brass Bakelite 
135 Loud Speaker o dnebaigseSes cbbbe bualdbsdudiedsiVosoocess $0.90 $0. 
A242 with Duplex AC Receptacle & Box.......... 2.50 2.50 
—. = pag Roe aa 2.00 2.00 
A133 Antenna & Ground with AC muengioate & Box & 2 Plugs.. 1.70 1.70 
133 * > | ee ee 1.35 1.35 
ws C« e S aaeceeaile Wrrrryiriie tt ote ree -90 -90 
156 0— i * ss = WE UI Fink ccs cach obededhbobodes *.75 -75 
A241 = 7 s% . Dup. AC Rec. . La & 2 Plugs.... 2.50 2.50 
We : ° = PON 60 Vcc ten 2.00 2.00 
A256 pe wd . ya - - bs & Box &'3 Piugs. 2.00 2.00 
f nd . . u 1. 


+ ~ * «2 














Pilot Light-Plate and Single Outlet Comp beeeveeeses ngs ecabecandsons $2.10 
—— | eesceseanets 4.25 
e e ae Switch and Bull’s Eye.... 3.65 
e Recpt. Only With Plate........ 1.35 
Switch and Plate » Amp. Sgle. Out. Comp 1.90 
aaeteene eesoesacas 2.20 

Hubbell Switch ta Combination Screw Plate $7093-Recep. $7163... .. 1. 





RECEPTACL 


ALABAX RECEPTACLES AND FIXTURES 
Symbol: Columa No. 1—Number of Alabax Fixture. 

Column No. 2—Resale Price Standard White Glaze Finish. 

Column No. 3—Resale Price All Over Color B-D-E-F-G-H-J-K-L-M. 

Column No. 4—Resale Price Stripe Decoration No. 1A-2A-4A. 

Column No. 5 and 6—Resale Price Stripe Decoration T and U. 



















Col. Col. Col. Col. Col. Col. Col. Col. Col. Col. 
1 #2 #3 #4 #1 #2 #83 #4 b5 #6 
L White Color Stripe AL White Color Stripe 2 Stripe 
S44 $2.70 $3.35 ...... 1469-70-77 $2.50 $2.85 $3.10 
345 BGP BaFO access 1475-76 2.10 2.50 2. 
846 & 853 42.85 3.45 $4.10 || 2007 & 9 1.35 1.75 
347 3.20 3.80 4.40 |} 2008&10 1.50 1.85 
348 1.75 2.10 2.35 2011-12 1.10 1.50 
849-50 2.00 2.35 2.60 2013 1.85 2.25 
851 1.50 1.85 2.10 || 2014 2.00 2.35 
852 2.60 3.20 3.85 2015 1.60 2.00 
859 & 63 1.75 2.10 2.35 || 2017 1.85 2.25 
364 2.25 2.85 3.45 2018 1.60 2.00 
865 2.55 3.20 3.80 || 2371 1.25 1.45 
866 2.50 3.10 ... 2469 3.10 3.70 
867 7 -* ae 2471 2.70 3.35 
869-70 2.00 2.35 2.60 || 2669 3.60 4.20 
871 1.50 1.85 2.10 2671 & 2847 3.15 3.75 
872 2.50 3.10 3.70 2846&73 3.10 3.70 
873 2.80 3.45 4.05 2852 2.85 3.45 
875 2.00 2.35 2.60 |} 2853 3.20 3.80 
898 1.25 1.60 1.85 || 2864&31002.50 3.10 
919-20-22 1.50 1.85 2.10 2865&72 2.80 3.45 
921 1.00 1.35 1.60 2990 2.25 2.60 
923 2.50 2.85 .. 2991 1.60 2.00 
924 ae aKa canes 3101-02 2.10 2.65 
929-30 1.75 2.10 2.35 3103 1.85 2.50 
949-50 1.75 2.10 2.35 4070 2.50 2.85 
951-60 & 71 1.25 1.60 1.85 || 4071 2.10 2.50 
952 & 962 1.75 2.10 2.35 4072 2.70 3.10 
969-70 1.75 2.10 2.35 4073 2.35 2.70 
980-83 1.75 2.10 2.35 9826 &36 2.25 2.60 
Os4 1.50 1.85 2.10 9896 &99062.50 2.85 
989-90 1.90 2.25 2.50 10000 3.45 4.10 
1200 & 02 1.75 2.10 2.35 10001 3.20 3.85 
1201 & 03 1.85 2.25 2.50 10002 Pde + dé vie loseds. QweusGheeh 
1273 50 70 .80 10003 GAME. igh cute Win od dh des 
1274-75 8O 1.05 1.15 10004 Saw GAO ewcece 7.20 36. 20 
1276 20 40 .50 10005-6 * 2B: = 6.95 5.80 
1300-01 2.05 2.40 2.65 10007 Bite "Gow ccccs 7.20 6.20 
1349-50 2.25 2.60 2.85 10008 PE bevee. wseees. weet 
1351 1.75 2.10 2.35 10009 CE weeks 6:des 
1369-70 2.25 2.60 2.85 10010 PCM citven eedern osoae 
1371 1.75 2.10 2.35 10012 Di Ge: ‘ccune eedns avout 
1449-50 2.50 2.85 3.10 10013 Ree: cxane vades onede 
1451 & 71 2.00 2.35 2.50 | 
NOTE.—The above prices do not include Glassware or Lamps. 
REC 
STANDARD RECEPTACLES or Lampnelsers 
Keyless Porcelain =. 
a 
Standard Base a wate 
Pony CleatReceptacle No, S. H. Groove—Side Screws. 50715 ; 
. 7 ound“ . * —Center* 9171 
Standard Cleat * ia. “ —Side ‘* 28795 35 
- . + -_ + . — . .* 9402 30 
= - * With “ _— 4013 .40 
™ % * Brass Shell = sees 9403 .50 
“Concealed ‘* No. S. H. Groove.. 4000 .45 
. Ne . ~~ - 3 4001 .55 
Oblon * With * . 58300 .50 
Roun a - oe - easosean ee ++» 8105 -45 
es ” “ Removable Rings............s+++ 50744 .55 
Oblong * . * §. H. Groove for Midg........... 4026 -65 
Mogul. P & S No. 520—Arrow 5012—Hubbell 3464—G. E> S0e ecannase -95 
Miniature or Candelabra Receptacle (Small Type)........... 0445-6 .25 
Extended Type. ........+. coccccce | =6SOe -35 





OUTLET BOX RECEPTACLES or Lampholders 
Pull and gy OP ee 5 and Brass Shell 


Standard Base Price 
Porcelain Pull Cord & Chain for BG BiG DORs edie kccccccccccesesce $1.85 
eeu. © See: © oui cetcebade SSEESWMrdcccscecescoccoes 2.15 
Porcelain Keyless for ax" Box ptubiidda dnadeees sonbudeonséscescescese .30 
Coccecvocce WITITITITT ITT TTT TT Tt 45 
aah Shel © © 3% & ee ctpesasccocecce aseecrees abeeesess -95 
One Piece Pore. Pull Cord or Ch: 3 Box gdss cechbbeesvdensceesenses -85 
Stinks CbePeteccess avcceses 1.00 
= sa e 34" ©. cyudys ctiabessenecesoceseee -70 
Two “ og Pull with Ge neat cemensteades checedcene -40 
ad e op i) | Se eee 4u 
e e e « «Ins, DL oGccncanads cddencaticcena’s« 4 
e ibang ly a A eee .45 
« e ois -2 Ch. & Lag 4” Box B90 0964 000666065 SEK bace che -50 
e ® e SSS Oe a... ahd peugnesovetveuvesoeveve .50 
Keyless Mounted Bik. Metal Cov. aie *2 Box Mv cdebineegebeccccetene 30 
a FE I en eb eececnedcvcsccas 30 
e be _ = > «Ge. ti Sevedddasecntonctedsas eee 35 
. ° Galv. be we - aa) REE oy 35 





T-SLOT BOX RECEPTACLES—Surface Type Price 
* Amp. Standard Receptacle 




















10 “ Receptacle with Covered Term............ bbsewnccscsceosee -65 
ee CII 60 curd cewereséececebtcccoave eeaetests 1.00 
10 * Sgle. Porc. Rec. for GE” Bc cccunsaeewe SS PO Ee .45 
10 “* Duplex “* * DET /.  Mn@uenein dn oenntecesducessoos -50 
= Sgle. P ~ wih emebieed Soecoceccececcccooce 55 
_ Duplex ‘* Tee T hth +tininabeceekebbenaien -65 
T-SLOT HEAVY DUTY & POLARIZED 
Cleat and Concealed Bases Price 
10 A. Small Concealed SD Wee cetecccscccccccccce «6 ES 
10 A. Small Cleat ee etegorcessesoues eee 55 
10 A. For Wood Molding PSY Lcadeccovestoececese -50 
10 A. Polarized Cleat | ere ree eeece .80 
10 A. Polarized Concealed oO cesegecesenecsese eee .80 
10 A. Polarized Wood Molding i : ephhuabitmenstatan . -90 
10 A, Fielding Receptacle > oh céebbececccessescces .60 
10 A. Polarized Concealed ee eee occecce -90 
20 A. Polarized Cleat D2) le oebsdintseseses eeece -90 
20 A. Polarized Concealed - ~ tnenuned ehecvocecccce .90 
20 A. Polarized Wood Molding - sect ddckhanseines . 1.05 
20 A. Polarized Concealed > ewe ° etees 1.10 
30 A, Polarized Composition - ©  sonvcdinwartseveebes . 1.85 
40 A. Polarized Porcelain iS A-segbaeancdeneesdbe ° 1.60 
40 A. Polarized Composition oe sebeevebasncen ieee 1.80 
Porc. Sub. Base for 40 Amp. Rer............. eiseninveweaceness -20 
CANOPY OR FIXTURE RECEPTACLE 
Pull for Ceiling Ring yo Cds 6 ch occsccapcoussbwstcenesonnsscoosd $0.35 
. Minne cccoscvoseséseensoestocescccesosees 
ican “ 7 Chain PEMA $.00-4609540edenbeeiebrhneccedttnde < .40 
ae - TC ae EES 6d 0d tetas biditgnh wakbhesedencedsseae .40 
vlc - Fs ie Mn 6i.0k0snndeeiabtnnedonsce6seens -60 
SIGN RECEPTACLES—Standard Base 
Keyless Removable Ring Price 
Stand. Shallow DRO Tr ss 0 cence cs eck mens ceehtlsbenoncccbeses $0.30 
SEs 6:8 ete cal ob eb ediudethne6GeeR0sSS5-600600 .35 
7 32 With De” RE Ns 5000 nce sabwennewtsoedbesenesbes .40 
‘J “ S. WEE cennes ahG6bnbebtabadehsoocesees .35 
Competitive Shallow MING ccc snoaatus tered cacedarceasiun -20 
RN. daw nnse sehen eteekeneensesneeeece 25 
. i ee Se BON cdnniapicnesds eset bhassGieen -20 
Deep Type Ww ith IEE Ts den camconicnccnskebstawsadesisecesees e 
= COO.  cc-cenyeweeeeserhS ES UUEEEUE SS S66 5 05608 35 
se “ © Fe Be Be ech cde dbadeb ct teccccececetsces 20 
Saké Gign Ren, Wee BG Bele a. dca dh cece cacedcvccsoveceseecsces -20 
Intermediate Base Price 
Pasetiain Giet Tis one 60040040665 0d bus cb ctcccdbacrocésce $.25 
= = ~ Bs Cudvescsesccess ocncsetcs Reeeeee .30 
o SD i okkcneccnddettobntedeedsssccecee 25 
vas a ER eer -30 
STANDARD ROSETTES—Porcelain Price 
Cleat—1 Piece Junior Fuseless Rosette. ..... 2... 6. 6c cece cece eee eee -$ .15 
vd lll - . Fm Oe HE SEE - PEN EET ECT SOUS EUSS wwERE .25 
e - = “ Fusible 0 ths dh Anan thilah>}s bed bd om 60.0060 06-45 35 
Gayee-= Piece x Concealed i Rosette pecceeveesoce escesesee = 
. oe nn. |. datesessenseheanerent .35 
e s | Se For Wood Moulding—Fussiees bw.s one e-em esee sae 
e 3. DEES 000 ceva veceda es -35 
For For 
ae" Box 4° Box 
Box Type—1 Piece Rosette Screw Terminal..........++ .40 3 .55 
Without Terminal...... 15 e 


For Special Condulet Rosettes—See Pages PL-10, 11 and 12. 





GROUND RODS 
Galva- Galva- Cooper Gave 
_ nized nized 
Not Wired Not 
Wired Wired 
Size Price Price Price Size Price Price 
"x5 Ft. $ .55 $ .30 eens 34.38 Fe $2.15 $ .85 
%"x6 * -6 ° osee "8 ¢ 2.80 1.10 
13.38 e 1.20 -50 $ .65 ee sd 3.40 cece 
"sm ° 1.40 .55 -70 "5 ¢ 2.50 eeee 
< Fee 1.80 esee osee sae e 3.90 esce 
“x10 ” 2.20 cece ever “x10 « 4.80 coos 
"a= © 1.80 cone eoce 
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R—Sundries Sockets, Heavy Duty 
RAWLPLUGS—Standard CAPS For Above Sockets 

Number of For Screw Price ; Number of For Screw Price Pend. 

Rawiplug Drill No. Each Rawiplug a No. ac Pend. \& KB % % Cord 

Hole ny Hole Any Brass Brass Brase Brase Angie Angle Grip 

ength Length Standard Brass Cap $.10 $. io $.15 ee 6.4 45 $.55 $.50 §$.30 

6}. ccccces % 6-7 $.02 | 14........ y 14 $ .06 Electrolier -10 10 =.20 ese 5 6B nee 

Be Sapa % 8- OP DOR. cos cces 5 16-18 .08 Brass Threaded “ 15 1B: ‘33 ng oVege! Sens 35 

Wi chensse % 10-11 04 |20........ 20-22 .12 | Cold Molded “ 15 30) 640 0. 70 0 125140 

ale dae ate 4 12 : All Porcelaia ne -15 .30 .40 .60 += «55 1.00 -40 

Rawlplugs for Lag Screws omambh Ss Ss a oe Push 

ice ec K Thre 

, Size Size of pote y Standard Brass Shell Body Only........... $20 “Sis 4525 $50 
Lag Screw Drill Hole Rawiplug 4: ae * | Standard | pete od Shell | Body. ay eceene oan 15 -30 -20 

1% ) $.13 $.15 $.18 $.20 Brass Shell Threaded Catch Body.......... .35 -30 -50 .35 
- 14) = .17) 20s. sCi.w.._-| Cold Molded 1 Composition BPC idcctesss -40 35 cube “tas 
° n ae AX be eee pe ey A ab. Pe. iy EN, EEG -40 2385 85 .40 
a 4 oenti0 * cae ff -27.- .80 $.30 | Lock Type Brass Shell Body Only......... 65 .60 75 65 
or Expansion Shi ec Page 10. i ‘ BASES Only For Brass and Porcelain Sock ts Price 
eat Base for Upen Ci) | Serre ere reer et See ee ee ee ee . 
REPAIRS & REPLACEMENTTS Concld. Base for Concld. Wiring—Small...........0ccecceececscee bee . ‘38 
Chromalox Brass Cov. Base Conclid. iy gees cocedsecsecvecoseteces -50 
Minette, Range Units for Repiacements Purposes Brass Covered Base for a4 pee te eeeeeeeee -65 
1000 Watts 200 Wai Jatts atts 2000 Watts | Brass Covered Base for 4 1.10 
$6.90 $8.75 Angle Concealed Base........ “40 
Al orce. ain Cleat fon, 25 
METAL REFLECTORS — Glassteel Diffusers BB Resedaks Sameer Lee sws-ascnccsccrsesssovecscnes “40 
1 es ama ts eg Pg Sg SIRI RIOR caep artis aig ale salen, bene 55 
Threaded Pendent Hood..... $9.95 $13.80 ...... $10.50 $14.65 BRASS BAYONET SOCKETS or Wall Sockets 
Ceiling Hood......0csssce0s 9.9. 13. s+-+-- 10.50 14.65 Keyless Brase Shell with Small Conc. or Slotted Base........ 50717 & 18 $.45 
Detachable Can., Pend. Hood. 10.25 14.10 $20.75 10.75 14.95 .... Covered ~ “yoga 60019 75 
Detachable Can., Ceiling Hd. 10-25 ‘ie jar 17S 14,95 “ * «6 ree Sen eter pee tad, :00 
; 9 “ . g eatee fe accccccnecceees j 
Gibes Only... sistas " ao? A 3°95 5 8 oy 310 4.80 +... Key 3 Sma I Conceated Bape. ses eeesecees Lao} 70 
aly 7 95 , 2 a 7 Remorsre nine reeseeseee g 
sabes = eh a - Wie yep DOD. r+ with Removable Ri img................ 50746 &7 65 
BRASS TWIN SOCKETS & ADAPTOR SOCKETS 
STANDARD INDUSTRIAL REFLECTORS or Current Taps 
Prices do not include holders or sockets Pull Adaptor Gockst—No Outhet. ..cccccocvcccesccviscsccescsecesane $1.15 
With Plain With Screw Pun Bdepter Gooket T Fide TOG... 000 ccccics sesetssccccescpeceecoeces 1.40 
For Diameter Collar for Neck for Complete Pell Twin Socket-Serew Bide Outlet. os vcccccccccccccceseccececsoces 2.00 
Style Lamp Size Bowl Shade Reflector With Pul !Socket 4%” Cap T Side Tap. . . 1.10 
Holders Sockets Sockets pevinns *° Cap Side T Side Tap....... -75 
Price Price Price er ee” Ct ele oe ea .80 
25-40 W 10” $1.40 sees esde 
50-60 “ 12° 3.00 $2°20 $3155 WEATHERPROOF SOCKETS 
R. L. M. DOME 100 « 12” 2.10 2.35 3.65 Composition ohncde he, mer thee $0.20 
TYPE 150 « 14” 2.45 2.65 3.90 Decorative Sockets for Temporary Work nap ccceesocecses 55 
200 . 16” 2-90 3.10 4.75 Tl RATE, TAG: ete ie AE Se lp EEL .45 
750-1000 « 20° 5.85 6.40 a CANDLE SOC 
Sta nd. Base , Ragtene Candle Socket with Rigid or Adjust. Hickey...... $ .10 
25-40 « 5” 1.25 A. ath ll Candle Socket with Rigid or Adjust. Hickey....... 35 
50-60 « 7" 1.70 ne 3.20 Bad, Dose TUR OF POM. +s 000050000 ansn eeee Geant engessroccece -50 
100 « 8” cone we 3.45 Levolier Bracket Candle Sockets Lever Brass No. 108 to 120........ +75 
DEEP BOWL TYPE 100 « 8” 1.75 2.00 ais . Porcelain No. 121-122...... -80 
150 « 9 2.00 2.20 3.65 bad at - S Fibre No. 123-124.. ° 75 
200 = 10° 2.45 2.65 4.20 : - “ _ Brass Lever No. 127...... + (+75 
300-500 « 12” 4.00 4.20 iy). neneentans Base Pull Candle PR with Paper Jacket. - 1.50 
750-1000 « 15” 4.90 5.15 Intermediate Base pages Candle Socket Porcelain...... ° +35 
Candelabra Type K: Rey NEN ONIN. occ tncesehens+ieen .50 
25-40 « 10” 1.40 1.80 —. Candelabra Type Pull Chain Socket.....................--e seseees 1.55 
50-60 * 12° 1.60 2.00 3.65 CANDELABRA OR MINIATURE SOCKETS i 
SHALLOW DOME 100 5 13" 1.90 2-15 8-90 | Keyless Candle Porcelain, Male ss 
150 * 15° 2:80 3:10 me «Brass Shell 4 Cap. 
e a P- Vea Sy Sb ened hee ee CiSs £6460466.ckébavan ckOS 
200 16 eeve cece 5.10 Key . . 
= ee ..* ves Brass Shell Push 34”*Cav. a 
ANGLE TYPE 100 « 8” 1.60 2.4 DIM-A-LITE & LO-LITE OCKET: 
150-200 : a 3-38 Sos NO@ecescsccccccccccceccccccess TF 8 33 = 34 91 
735 bene - 15” 3:08 3:90 ae Pins cccnhncktneinsesbheninne sit 00 $1.25 $1.25 $1.25 $1.50 
Holders for above—For Standard Brass Sockets. ................ Each $0.20 STANDARD BASE HUSK AND REFLECTOR TYPE 
« Pore. or Alum. Sockets or Box Recept.... 25 Porcelain Keyless Pri 
Sockets “ Add 10% to manufacturers’ list prices. in ices Sk er teks s 06 vo dnmannbieed <cccedbecéeceedeccs 3 "5S 
Ces TEORd BOGS Cam ROPES 6 ies « suis'n bs daneth coeds ccd cb ctse¥ases -75 
ED ND CONN Cin cao ak ccienneccpekdVettiodeksenbsedsssbseeoe de -70 
SOCKETS Two Piece Body with NN ite cn dinnhantihieehsebsreseens .80 
tn gress Body vee Yo Gp artebenephenacdctesatiecevebess -90 
t Cor ia 0 n05b005. 04 bb 0dbse dh eeecbecinns .95 
COMPLETE STANDARD SOCKETS P ——— 
ee K % pana. INTERMEDIATE BASE Sockets 
Complete With Cap Brass Brass Brass Brass Ang. Ang Grip pense and Weatherproof 
‘Standard Brass Shell Sockets Key Socket % Cap.. 2-68 55 Push Socket 4” Cap......... $0.55 
Key $ .25 $ .25 $ .30 $ 45 $ .65 $ .75 $.70 $ .45 | Keyless Socket Gabecks..cs 2D Wpf. Socket Wire Leads 
— = - = a = 8 G5 -40 | Pull Socket 36 Cape... 1.05 : 
Push 25 «325 «7304565175 270 50 SOCKET ACCESSORIES 
Electrolier Sh Adaptors for Sockets—See Pages PL-4 and 18. 

y .30 25 .40 .60 . .70 .80 Acorn Hubbell 5919-6982-7004—or Similar—Each.......... .--$.10 
Keyless -25 .30 .35 .55 65 .75 Acorn my my —* 7015 ~~ 750 GE 860—or Similar—Each . a 
Pull .40 -35 .45 SP? sede .80 -90 Bushings Hard 4 ¥ 3 pee rire: .02 
Push .30 -25 40 Me cones -70 .80 Chain for Pull fie Bt TUR ons cstivredtebisewesséneseee due ddev' ee .10 

Pull Cord for Devicee—Light Type—Per Foot..........scecccccsccssccecces .02 

Pull .50 dP maken .ocees wuss pag oe Cord for Devices—Heavv ) att A Rhine 0 ce ew ebnd is 0e cv olhdds ix .04 

Threaded Catch Brass Sockets Extension—Benjamin No. 91...........ececesesecs evens oedddwes ee 645 
Key 50 -50 .65 -70 este .70 | Handles for Sockets—Bryant 1240-1388—or Similar.................0005 -25 
Keyless 45 .45 -6C Jan” ‘San cases benee .65 | Splicing Links Non-Insulating for Tage pbeWusidesveeuveiatetead 05 
Pal | 05 7 - + ets .85 | Splicing Links Insulated for Chain—Each.. 15 

us! e . ° 7 ° ee -70 
Cold Molded 
= ee oe ee SOCKETS, HEAVY DUTY_ 
Keyless 50.6 K  yeers MP osdes 1.60 . MOGULSOGEKHIS ~ 
mi 55 ao 30. 1 oO 9 . Arrow, B: G. rub i ber 
e ° ° d -95 ° 1.35 ° . ° 
ee ss 33 iB a8 3 1.35 80 w, Bryant, G. E., Hubbell, H. & H., P. & S., We 
d . : 4 GD -décic 1.80 1,25 
Push -70 uit cox i Se St Eire 1.50 95 All Keyless %o or Mor shor hor ¥” 
Body Only Iron Yo Brass Cap 

Key 70 -70 -80 -90 1.05 1.20 1.15 -95 i éoa0 
Keyless 765 165 «(75 = (851.00 1:15 1:10 190 | PoreusiaQae Pisce a ee * 00 * 20 
P 75 86675 85 (iw sCédCCS «2.30 «1.30 1.00 . * with Lead Wires. 1.00 1.20 
Push 70 -70 .80 90 1.05 1.20 1.15 -95 | Brass Shell ) ane Mogul Socket % or *% en Cap. . erererrer 
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Sockets, Heavy Duty Switches, Pull Cord 
HEAVY DUTY. WEATHERPROOF SOCKETS Plate and Boxes Extra—Continued Price 
Copper or Aluminum Shell Special High Grade Composition Cpe Pole as Ne Pe, $1.50 
All Keyless Price pe -s = po SE?  scvsvcececds aes obbe 1.85 
1 Piece with 3 or 34 Nipple... .. 2... seeeeeeecececeseceeeeeeees $0.70 e . e SB WAY cree eeeeeeeeeeee Ce cccces ‘ss 
Bee Ke Wipehe erieeioseeete aces cecceceeseseesee BR | Meek Pepe Seantand Porcelain Cyp—Single Pole... 000... 189 
3: DN peed bos beocunheesdbbuecisenssnceaiod Tatas 80) gg gg DOUBTS Fenn cece eeeeeeeeeene oe 
$°¢ 8 BS GBS « any eestde csctBi in checce neck encdastets . | . . - Way. terete cece ee eeeeeeeeenes 2. 
Shadeholders for above sockets. Price Electrolier Non-Indicating Ste he PN te pipie 4 
Aluminum or Copper Extra Lele bd dcdeddwedbedebotbedesesdsece cond $0.30 OR, len tI sm Danelle, Jail) Satay MONE | 
_ = a PUL = Extra for Luminous Button Add Per Switch...............-......-+++- -40 
HEAVY DUTY SOCKETS—Benjamin Price Each en ee ee i 
Degen Key}oee Soeget without # eee pein spectre, © if 117 D. P. Indicat. Switch Flush Receptacle & 000 Plate......... $2.50 
Pull © with “ “ « fecha -Unid euniie aie 2.00 3 One Push Switch- — aye one ~~" ag PS By 
Recp. Bulls cE te. ° 
Benco Keyless Socket Copper SPU anos naneesars ce ne sesesnes sees 7 465 * D.P. Flush Poco & Pilot Lamp 080 Piats............ 3°90 
* Pull « rest, Gasesr Sein. eke 1/50 467 - Flush Switch—Flush Recep. —Bulls Eye— Solid e- - 6.15 
mae —e P en i ey ery ry at ny a sige" 40 558 Duplex _7 00 
enco Threaded Holders Only ‘a 4 F . 
Polish. Alum. Weathprf— ........40. -..sseeseeenee: $45 $0 .*.. PLATES Vor Fine® Push Guttches | Price ' 
=. SS rene sacoede saseacsssdete se - = a a 4 Ga Gang Gan me 
= : = : Stamped Brass Spra rayed Fini a6 Thy... oes 18 $ = $s - es 
0G “SOCKETS ith it rus rass d e J d 1. 
BENJAMIN o UL or & “or . “ Sprayed aap * -25 -50 75 1.35 
Without Iron Alum S 0 Brus Brass“ .060 * .30 .60 -90 1.60 
Yoke Yoke Yoke | Bakelite or Composition.................++. 15 .30 45 -80 
One Piece Socket with Lamp Grip. ............0+ $1.00 $1.15 $1.50 | Bryant DeLuxe lates Wood Inlaid.......... 2.75 4.70 7.70 6 be 
Two Piece Socket with Lamp Grip. .............. 1.20 1.45 1.70 c oh P ial Pt All Metal. ........... 1 rf os 3.48 dé0s 
ath -Poreslain Plates... i. .vcsesvcccce seus c d s nee 
BENJAMIN REFLECTOR SOCKETS Gloss ngeeee raees. wi pena ns wpesacecscesees = Ngo 4.73 3.5 3.25 
an ate rush Brass Finish ...... < iat ‘wdess 
Porcelain or Similar With — X or XR Fitting Combination Switch & Receptacle Moulded. -30 Me saved’ denvt 
Medium Base Keyless Topeed res %. 20 “ Push & Recept. Plates .060 Brass. a eral 
~ 2 a | owt weg 02 20.eeeas i wer . mee = “Guth Enameled. Mae Tinted. © sacve 
eg Sheek Abtorb ae Pisvene ws Sealers Micvor Glass. B78 22 -- 
“ Pull Chain .. Seecceccecee 2.05 
Mogul Base Keyless my Absorbing ; rien ended bes Pn .-38 SWITCHES, SURFACE SNAP 
hoc sor ing. 4 ° 
If X or XR Fitting not supplied on above sockets deduct. .45 METAL COVERED SNAP SWITCHES 
5 10 
SWITCHES, FLUSH TUMBLER Poles Volts Type Size Amp. Amp. Amp. Amp. 
Single 125 (ap tadsotiag Scale Pony $s ‘2 ben joes eet 
ndicating.......... . apne PPR, eae: 
All Square Handle , “ « — Non-Indicating...... Standard 60 $ .80 $1.75 $2.90 
Plates and Boxes Extra Price * e Indicating.......... - .65 90 1.95 3.20 
Pore. Cup—S. Pon... sce e eens eeneeeeeneeeen ees $0.30 | Double 250 Non-Indicating...... = 90 1.10 2.45 2.95 
—. = if PCO OC SV UCU TUS UH OE ETUS 88 NEE CSS EE ‘ sib + x a - ladicating oy aa. . 1.05 1.25 3. 55 «33.50 
PNT, od U00 0 on ch bas Gasd decscccces obey ae -Indicating...... Does , c 5. 
CORD 8 © ML. Ginceimsasicdedenikeatcunteth wet Pt ie Me a ne ‘ sant Oe 
Compo® —S. Po... ssecceeeeereeneree eee eeneeeeenes -90 | 3-Way 125 Non-Indicating...... - 90 1.70 3.20 3.80 
B KD. Poe eee cece e eee e eee ee eee e ees - 1.50 | 4-Way ” Non-Indicating...... © ae * area 
: —3-Way 1.15 | Electrolier “ Non-Indicating.. i XS se 
. 3.50 . * Indicating.......... e 2.30 
COMPE- ° , » ae 
ITIVE ¢ a SS ALL PORCELAIN SNAP SWITCHES 
—S. ey 10 30 
4 . — - 1.55 Poles Volts Type Size pa Ame. Amp. Amp. 
HEAVY —3- - 1.65 | Single 125 Non-Indicating secces Pony $ .50 “S066 ote 
DUTY —S. - 1.75 125 = Indicating.......... ws .60 inte: le 
—_ . 2.35 e 125 Non-Indicating......Standard 7 ? yawn 
—3- . 2.35 ° 125 Indicating.......... - 1.00 $2.45 3.20 
im .P . 1.60 | Double 250 Non-Indicating. bo 100 1.20 3.30 3.90 
LOCK _ ‘ . P. . 2.30 ” 250 Indicating..... ° 1.10 1.40 3.25 3.75 
rYPE BB Way. see eee cece cece eee eee eee es . 1.65 | 3-Way 125 Non-Indicating. . 1.00 1.70 3.25 3.75 
PCLT IIIT eee ee . 4.90 | 4-Way 125 prep lnmeating. e RED OOD secs sees 
T w in2 S. P. Switches. Perererrrere ct Teter . 1.40 Electrolierl25 Indicating. . nd as 3.93 
NEW 1 * 13-Way RS 0. 2. hinted dint deka 1.55 
CIRCUIT Sn eGROS- ©; ch vals bcs c geshcicdc cess ce 1.75 TUMBLER OR TOGGLE SURFACE SWITCHES 
TYPE Triplet er NS 5 C.D Se wah o'046 08eese s 2.10 etal or Composition Covers 
ih BOS. ole dite cavGhiccncv sick 2.25 ¥ ~ le Seuste we of 
EXTRAS—For Luminous Tip add for Each Handle. ................... .40 125-250 Volt ole ole ay ay 
For Glo Guide Handle Switches add for Each. -eeseee--1.00 | 5 Amp. Closed or Slott. Base......... $ .40 $ .95 . 2 =. = 
5 Amp. with Outlet Box [peserengere” .60 eeee0 
TUMBLER SWITCH COMBINATIONS 10 Amp. Closed or Slott. Base.......... .90 1.25 1: 33 
tion Pri 
OA, S,P. Suich—Pilge Lt Testlte Plate... -eeeeeeoossee even 25's5 | SNAP SWITCHES FOR WOOD MOLD, CONDULETS, ETC. 
10 A. D. P. Switch—Pilot Lt.—.060 Plate......ecceeecececesescccs 3.30 Metal Covered All Porcelain 
10“ “ « “ Receptacle “ © weedbass bbe bb 6hbgbnsees 1.90 Non on- 
“uu “165A “ “ Oi dbs bade de cles 2.20 Sess Ped 5 Amp. 125 Volts are Indicating indiouies meets 
— e ] i on IES SOR Bred seh Re J IMNBlC FPO... .. ce cececececess 
Sate — Toe 2 Boome: en ame | Mees © .....ccdeccdiosriess 1:20 1:10 
PLATES For Tumbler Switches Price UGE. «00< dic accndtenes Beis 1.00 5 
1 2 3 4 BRROCIOTNE 6d cv ctdcltcessncecs 1.50 1.50 TT 
Gan Gan; Gan Gan . 
Stamped Brass Sprayed Finish .040 Thick. oe 0 s ‘20 30 $1.1 PARTS FOR SNAP SWITCHES Price 
Brus Brace j — .30 45 1.35 | Handles—Standard Type i> $.12—Ratchet T by i See ee $. 
. “ Sprayed “ 060 * 40 60 1.35 | Bases—Porcelain 5 im by 12—10 Amp. $.15— amp. dbo swan ases cn eae .30 
- « Brush Brass * 060 * 50 75 1.60 | Covers—10 Amp & Under Metal $. ee: ° -20 
Bakelite Plate for pocsptacts eA wy WE ee 15 .30 -45 -80 Over 10 Amp. -30 
mp. Tumbler Swite 25 -50 -75 
Twin & Triple B. B, or Bakelite ore ae aa SWITCHES, PULL CORD, CHAIN, 
Comb. Switch og 5 oulde m .40 eee occe 
om “3 € - : Pict Li ig P- Raggio en CANOPY, LEVOLIER, ETC. 
Hubbell Bakelite Screwless Plates. 1. 1.60 2.25 
Bryant DeLuxe Weed inbeid any Finish. . 7S ¢.70 7.70 sate 9 PULL SWITCHES—BODIES ONLY 
eta “ . 2.45 sen mall Soc Type ; 
Guth Porcelain Enamel Plates....... 25 .60 1.00 yt Ceili Bottom Pull s ket Pay 
Giean Week Wiiiin << ss cece 00 1°75 2 50 3°25 Cotios— Posre nh nheo obs ebnd ses thewnghtedesedbocsondonncss = 
Blank Plate .040 Brush Brass Finish Rr Steg fm, i eeeeieteteenseneeerontor 
ixture—Bottom Pull ng e6ue dec sccececesCoccenebecceesesceseovcosece 1.25 
SWITCHES, FLUSH PUSH ” Brass Cap........- Co rcccccccccccvcccevcccccecs -10 
— ‘d —— Cap pies SENDERS EdESS ec cccccececocsacees - 
Plate & Boxes Extra Price 8 a pant Saaremaa teh “40 
Standard Shallow Type Porcelain Cup—Single Pole. se i Smal! Slotted or Concealed Base. .30 
“ ps - p . uble Caps and Bases Large Concealed Base..... -40 
“4 4 . 3 Way tees ae Wood Moulding Base........ -35 
s . : ‘ GM ceeceeeee Above Switch Small Box Base Brass Covered s <a 
Deep Type Porcelain Cup—Single Pole Reocnannd teetetehas Bodies 3%" Box Base Brass Covered. a 
- 7 rn MED” onc 0c cece ph 66640000 00605064 S000 ox Base Brass Covered... - 1.25 
- r - ~ SWE Ubec cc cedeat Se cddwedsenccces dh cece 3 Box Cover with Ring -20 
. fF FF = Gi hssbcdbsecbed CSS beUW US 0b bs CeCe ci ce 4 x Cover with Ring... « 25 
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Switches, Pull Cord 





CEILING PULL SWITCHES MOUNTED ON 
OUTLET BOX COVERS 














BABY KNIFE SWITCHES—Any Make 









































Arrow —H & H or Equal Open T Poe Vale 350 Vale 
— pen iype its 
For 3 ” Outlet Box Single DAEs... «dite eaindae cccceccce ese8S-O0 15 Amp Amp. 15 Amp. 30 Amp. 
- “ ~ Veh am A 4 Way-2-3 Circuit.....ccseeeseeees +s Single Pole Rae Thow eee ecercccecs $ = $ .60 $ .60 $ .70 
“4 *  « D.P.—3 & 4 Way-23 Circuit.. 2.22.2... 52222 2.40 | Double * Single inednacoesehnne - ve Wie 
ae eamenenéeeden 1.00 1.30 Seece ¥ 
HEAVY DUTY PULL CORD SWITCHES, METAL COVER = 
With Chain or Chain & see P TYPE “Cc” 
S. P. with Small Porc. Slotted or Solid B. .......ccecscccccecces nee ee $1.60 E “C" OPEN KNIFE SWITCHES 
D. P. with Small Porc. Slotted or Solid B.... 2... .cececccccccccccccees 1.90 Slate Base Front Connected 
3 & 4 Point with Small Porc. Slotted or Solid B. .. 2.2... cece nce ceeees 1.90 Not Fusibl : 
These switches can be furnished with side or bottom open, at same price. oe 2 woe 4 veamite 4 
TYPE “O” PULL SWITCHES ti tentimts hk on one 
For Ceiling Fixtures or Ceiling Fans 250 & 500V.Ac ’ eee - ane 
Single or Double Pole—3 & 4 Point Electrolier & Motor Control—Similar to " gg SPM Raye : . 
Bryant $2473 to 2480 with 8 Caps, cord & Ball Each.........-........ $3 es @ ag eRe eee tm Se 8 ihe he hr 4 
CANOPY SWITCHES Price | © SOD ALLIS 7:45 11:18 14:85 11:15 16.75 29.38 
Tice 5 AE Eh te eee ewer eree . . . . . . 
Rotary Canopy Switches any style any make (except below)... bedondoede ap 
Tumbler Canopy Switches similar to G. E. Didis de bPidiae WleuMaales .55 | Dbl. Throw 30 A. 250 V. Only.. 1.90 2.95 4.20 ..... eos! | abnes 
Pull Type P & § "3316 or 17—Arrow—H & H #7743-6—Bryant 2842... .90 & 500 V. AC 
pi « BO A... ..ceeeeeee 2.80 4.40 6.35 3.65 5.80 8.00 
LEVOLIER PULL SWITCHES SoD GOALS §a0 80 7:38 §.00 9:00 19:88 
ili ¢< 0 P . eeeeeeeeee . . . . . . 
i & Soy y or Fixture seit QUENT « a v ve pachubscacceccoansee $1.00 m Bs 200 A... ...+4--++--12.85 19.15 25.60 21.45 34.35 43.90 
i DM ccc. Danced ce ni th aha evheseiodehn tesa mekee cece ae 
Conduit Box . Fixture Switch $41-62 & 63. as be 0s cs cccopebege os Same 
Switch Hickey @4 & 64 Alor above: = sevvvssssscosssececcscaneesec MB SWITCHES, REMOTE CONTROL 
PENDANT SWITCHES 
With Pendant Cap a TYPE “F”—‘‘DIAMOND H” 
Brass Shell Pend. Cap Side Button...........-++++++. ecccescccccccce® -60 Single Pole Double Pole Three Pole Four Pole 
or “Oy Pend * Bot ttom % A on Amps Cat. No. Price Cat. No. Price Cat. No. Price Cat. No. Price 
ype “OQ” Pend. . 30 716 $30.00 730 ae 790 [om 610 $ 54.00 
All Porcelain me Aes ae de a eseeee by = 80 717 43.00 740 8.00 800 54.00 620 68.00 
Pendant Switch & Curves Tap. Comp Fs bbb Gn cébbbcieds.cb 0bdess cwtiem dv 1.00 100 719 B 00 780 & 00 B20 87-00 040 Ho 4 
% 146.00 
FEED THROUGH SWITCHES Pri 200 724 112.00 7 122.40 1 
Dione Tat Bits BA sis <a cna Wane 1655.59 sa cekeo tae sade sceken ese 3.50 we ea — a 
Composition Feed Thru Switch. Flat Back... .........csccecccecceeess .50 
Somponeies Awe auc tat Ese St webs sandvetcdecshed shocks .50 
mposition Feed Thru Switc I adedc vwme'ceud degen cgedvessacecs .45 SWITCHES, RESIDENCE, METER 
Cin Rien esse spose oon reais ec SERVICE, INDUSTRIAL, ETC. 
ee a eo ar Fe! rere 3.75 
Ison Boz for Dove Switth. joc occ oioc sinivicha otescavsadgedondésede ee 
DOOR SWITCHES & OPENERS SQUARE D 
Edwards Price For Cadmium Plated or Galvanized Switches Add 40% 
4 Door ner Mortise T $2.75 #152 Rim T pe Fieah.. . - +2008 6.00 as 
joer Opes 831-38 ss fr Serlace Conduit: ..22""28:25 SMALL SERVICE ENTRANCE SWITCHES 
i8A - : o . re 25 1M Mortise T Mass doevde 5.75 30 Amp. “‘Square D’’ Switches Residence Type 
aA © gM OL 33 a Dove Soe 22272. Bias | Numbers Volts Description 2 Pole 3 Pole 
- — Plate . 34.25 2000 Box for 174 Door SW.... 1.30 | 97211-97311 125 For Plug Fuse ee ee $1.75 $2.50 
SIA - - Hkg- 35.25 1541 Opener Mortise Type.... 10.50 | 99211-99311 125 rs > Neut. Fused -- 1.80 3.00 
Mortise 38.25 —— - p Ree r ae Test. wa = 4.10 
meicuaals for #52 + 3.50 ore. Entr. Switch ......... oe oo cavum 
97251-97351 250 Encl. Fused EE SUID. cawns 00cneeband 1.75 3. 
sien Re orgs & beter ey used types se.o5 | 22251-00851 250 used Neut............--- 2:50 4:88 
eee eeeeseseseses 75 1 DO. co vccccsescscecces . 
a Dake} ings Being oie METER SERVICE SWITCHES 
ot cae + Se SeSeees Branch Fuses, Cabinets Attached and Wired 
Arrow or H & H Triple Pol Accessible Main Fuses 
an Main Branch 
5 Amp. 600 Vet 30 Amp. 380 Volt a0. V—20A, Cat. No. Amps. Voits Poles Neutral Fuses F apes Price 
rice rice Price SK-2188....... 30 125 2 Solid 1 4 $6.75 
vé 8 Sebpeete 230 3-2 rer He etr saeeoes % — : be ; $ 7-3 
S00 cane 2.45 2.45 5.30 $K-2197....... 30 125 PENA Eg 8 2 4 7.25 
By Fs 04 cones 2.70 2.70 5.55 SK-2233....... 30 125 BS eowecces 2 2 6.50 


ryant 
Sentinel Circuit Breakers Single Pole for Protection of Fractional H, P. 
Motors No. BSB-1-2-4-6-8-10-12 and 14... ......cceecceseceees ecoe $2.65 
Trumbull 


Small Motor Starting Switches 








No. 2221 —2 Pole 30A. 125 Volt—20A. 250 Volt —3A. 600 Volt without 
Overinnd Proteewethios <6. on ccqcnces ccctascescasesgecs 
No. 2361 —3 _ 30A. 125-250 Volt—3A. 600 Volt without Overload 
WOCOSNORs 6 o Esso See adeciU edd eb occ cccccncese specs 
No. 2222-6—Single Pole up to 4% H. P. 230 Volt A. C. and  H. P. 115V. 
Ac Cc. with Thermostatic Overload Protection.......... 2 
SWITCHES, KNIFE, ENTRANCE & PANEL 
lrere—=eeaea_ee____—S 
CE & PANEL SWITCHES 
30 Amp. 125 Volts, Plug Fused 
Location . 
Description of Fuses Price 
Double Pole, Rev. Blades... ........cececececes bees ce Top $ .380 
- ~é = *.. weevecvswreesecevece SS | .80 
= @- Logue Gime: « s5'05 65s Soicgdvecsqusec Sbb ASG ee Top -85 
Triple © 000h ee 5d 0s 54a 9h ub e90oEp 00 4g paeeneeben eons Top 1.25 
© ensthn cd stat Gove ceeaesisccst bude 1.30 
Double Pole Sigale Branch SaWG des dun dueeece odsee Nween ‘= 
fo gee ee egrets eeeeeeeeeeenee. tee 1.20 
Dosble Pole—Double Branch my ey he: : 7 
‘oriz. J 
Trip. to D. P. Double Branch Vert. Mains . 3.15 
SBebin, GiMlas. onc dick ddid sc cdeves 3.15 








ENTRANCE RANGE AND LIGHTING SWITCH 





No. 38372.... Range & Lighting Switch 1-60A. 250V. & 4-30A. 125V. Br.$23.80 
No. SK-2259. Back Meter Plate & Switch Support for Above........... 2.00 
SERVICE SWITCH 
Two Meter Combination 
No. 38312 For Range—Water Heater—Lighting Circuits.......... -. $7.35 





METER SERVICE SWITCHES 
“Square D’’ Accessible Main Fuses Without End Walls 


Meter Non-Meter 

Fused Test Type Test Type 
Amps. Poles For Neutral Number rice Number rice 
30 2 2 Plug Fused 30211 $ 4.00 10211 $ 3.65 
30 2 ae Solid 30231 3.50 10231 3.30 
30 3 5. ¢ S 30331 4.50 10331 4.00 
30 2 2 Enc. Fused 30251 4.80 10251 4.60 
30 2 ee. Solid 30271 3.90 10271 3.90 
30 3 i Solid 30371 4.80 10871 4.60 
60 2 » 2 Fused 30252 15.10 10252 14.20 
60 2 eee Solid 30272 14.20 10272 13.30 
60 3 3 Solid 30372 16.00 10372 15.05 
100 2 = Fused 30253 23.85 10253 23.00 
100 2 ie. Solid 30273 23.85 10273 22.10 
100 3 7 Solid 30373 25.60 10373 23.86 


These prices apply only to the United States 
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METER SERVICE SWITCHES 
“Square D”’ Main Fuses Sealed Without End Walls 


Meter Non-Meter 

Fused Test Type Test “i 
Amps. Poles For Neutral Number rice Number sien 

30 2 2 Plug Fused 36211 $ 3.50 16211 

30 2 ie Solid 36231 3.50 1 3-10 
30 3 es 4 36331 3.70 16331 :: 25 
30 2 2 Enc. Fused 36251 4.10 16251 3.70 
40 2 =~ Solid 36271 3,80 16271 3.40 
40 3 S, & Solid 36371 4.30 16371 3.85 
6u 2 3° Fused 36252 12.90 16252 11.95 
60 2 ie Solid 36272 12.00 16272 11.10 
60 3 Solid 36372 13.75 16372 12.85 
100 2 5 © Fused 253 21.25 16253 20.35 
100 2 ee Solid 36273 21.25 16273 19.45 
100 3 7” Solid 36373 23.00 16373 21.25 





UNIVERSAL METER SERVICE SWITCHES 


“Square D’’ Meter Service Types 

pe Gangin ae 
No. sauii pele as .$3.70 All30 Amp. 125 Volt fie. 12211-13211... .$4.15 
Sh Seb sccscceess 4.00 Single Phase & DC ihe<6>seeens 4.45 
‘| SeeeEGoes 480 without end walls No: lait ross co¥eee 5.65 
No. $4311.......... 5.25 





METER SERVICE SWITCHES 


uare D’’ Without End Walls Live & Dead Fuse Type 
ETER TESTING 













Number Amps. Pole Fused Neutral scription Price 
55211 2 1 Plug Solid Single npeFy Fuse peed bicuweb $ 2.35 
58211 30 22 ra  ebecccce 2.95 
SK-916 30 me Ms. Sclid 9 S. © YS  sainas 2.95 

ll 30 2 = Solid ° pe ” Dead pecece 3.70 
57311 30 - ar ’ S ° meadetens 3.70 
15211 30 2. S- a Gang Type Fuse Dead ayer: 2.80 
18211 30 » @ © Fused E. cciesee 3.35 
39231 30 ae Solid Gang Type Acces. ri Fuses 4.40 
39331 30 a. = Gang Type Acces. M. Fuses 5.20 
15311 30 is Me. Solid “Fuse Dead...... 4.15 
17311 30 a ° eee Bp BEOG. oc se6e 4.15 

1 30 2 2Cart. Fused Castsidge “ Live......... 3.30 
26251 30 et. . ’ pe 4.05 
57351 30 se © Solid ° i | ern 4.05 
28252 60 a Fused e S Manes 8.45 
27312 60 9 ° i 6 . a tt 8.90 
14312 60 2 © - S © BiBeccs cons 19.80 
28253 100 am F Fused S ©.  PaeBecoeevece 15.05 
oe 4 3 2 “ = Solid S e > saech od oh 15.95 

313 = ee. ” © © BDead.caccecs 27.30 
NON. METER TEST TYPE 
Number Am . Fused Neutral Descripti ~ Price 
26311 30 3 2 Plug Solid Hes Type Fuse Dead....... $ 2.58 
26351 30 3 2 Cart. Cart. Type Fuse Dead e 4.05 
SK-659 30 a Cart Switched Cart. Type Fuse Dead 4.60 
SK-660 60 3 2 Cart. Type Fuse Dead. ee 11.70 
SK-674 100 iia = Cart. Type Fuse Dead...... 19.20 

POLYPHASE METER SERVICE SWITCHES 
uare D”’ Accessible Main Fuse Type 
METER TEST YPE 
Number Smo. ~ Fused Price 
30391 Bbc cee Vecceccssgocvcccectneoees $10.65 
30392 30 ; De © eseWidepvesccongeccoscecegeecce ° 
30393 100 3 BD © poceddidvescvesccsscccesveoces 30.00 
NON METER TEST , 
Number Amp. Pole Fused Price 
10391 30 3 $10.05 
10392 60 3 18. 
10393 aa 3 ee 28.25 
uare D’’ Sealable Main Fuses 
METER bey’ rv 
umber Amp. Pole Fused Price 

36351 30 3 Pn ncctnbsechsndetigeaendisotrecens $11.00 
36352 60 3 ini) => ite Ketwdnhddeoesessee Gommmeceses 17.80 
36393 100 3 B. . soccccececnesssesecovancoocese 26.50 
NON METER TEST 
Number Amp. Pole Fused Price 
SK-671 30 3 Gece ecccccesccacsoceceeenecessce 3 4.60 
SK-672 60 3 i ~~ eaécqocccccenbececeoegsesosese 11.70 
SK-673 100 3 BD,  easncccedéeseusccussensencccse 19.20 





FITTINGS FOR STANDARDIZED ‘SWITCHES Price 
End Walls for - F Amp. Switches.. ee 


& 100 Amp. BNI x. 55.5 ac Jp.ceoh casnie ck teal .80 

Trough Closing Plates No. 20533 & 34...........cccecccccecccccscececs -10 
Connecting Trough No. 20733—3}4" Long. . SUSV 0s Seavirccseeesees Ue 
i EERE SE ET REE BEANE: -80 

Universal End Wall & Shutters. . ddeSdtNGcs atti secctssbecen Me 
. Meter Shutter only RN ho Si tien Ve udiccac.cakanuect sie 





OUTDOOR METER BOXES 





Galv. or 

No, Description Black Cad. Plated 

oo PPro With Test Block..... $7.25 $10.00 

BSORE . co ccccccccccccccces Without Test Block.... 5.00 7.70 
WERE E . ccccnccccccccccecs W. P. Meter Sw. Box... BE. jebeecsccsesa 

TYPE C—‘“Square D”’ Single Throw 
Quick Break Only ee 
250 Volts Fusible 575 V. AC with Arc Suppres. she 
Amps. 2 Pole 3 Pole “ye pomrptes 3 Pol 

30 #85251 $3.20 #85351 $ 5.20 Fused. 46341 $10. 95 
60 #46252 $8.20 #46352 10.00 30-60 ov. Not Fused 41342 10.95 
60 Solid Neutral #47312 9.10 60 575V Fused.... 46342 13.65 
100 #46253 $12.70 #46353 15.50 100 575V. Not Fused 41343 17.30 
= Solid Neutral ¢47313 14.60 100 575V. Fused. 46343 21.85 
200 #46254 $20.00 #46354 26.40 200 575V. Not Fused 41344 29.15 
200 Solid Neutral #47314 22.7 200 575V. Fused. 46344 38.25 





TYPE A WITH ARC SUPPRESSORS 








bit » Quick Make & Single Throw 

wed —— and kc. hey 250-600 V. oF and 575 V. ve Palaces 

Amps. 3 Pol Am 2 Pole 3 Pol 
= Py esasi 1 $10. 80 pan] $13. 4 $9.55 #84351 $11.40 
#88252 13.65 30-60 262 12.75 #84342 15.95 
190 #88253 20.90 par ae 100 #84263 20.95 #84343 24.10 
#88254 36.40 #88354 40.95 200 #84264 28.20 #84344 34.60 
400 #88255 81.67 90.75 400 teines 81.50 #84345 90.75 
600 £88256 107.25 127 .85 600 266 118.00 #84346 132.00 
x60 Amp. Sw. with 30 Amp. Spacing (x—250 Volts only). 

30 AMP. TYPE C 
“Square D’’, Quick Break, Single Throw 

250 Volts Single Throw 

_ _ Description 3 Pole 
No. 83251 $3.20 uick Make & Break No. 83351 $ 5.20 
91251 2.65 ot Quick Break 91351 4.00 
246251 7.75 Quick Break Only 346351 10.00 


(x 60 Amp. Switches with 30 Amp. Clips). 








TYPE “C” SWITCHES 


Cutler-Hammer Single — Industrial Type 


Series 4131 
250 Volts Be or AC Fusible 575 Volts AC Fusible 

Amps Pol 3 Pole Amps 3 Pole 4 Pole 

30 4131H2 $ 2. 90 4131H13 $ 4.70 4131H24 $ 9.90 4131H34 $16.50 
60 4131H3 7.45 4131H14 9.10 60 4131H25 12.40 4131H35 18.15 
100 4131H4 11.55 4131H15 14.00 100 4131H26 19.80 4131H36 33.00 
200 4131H5 18.15 4131H16 24.00 200 4131H27 34.65 4131H37 47.00 
400 4131H6 44.55 4131H17 61.05 


125-250 Volt Solid Neut. Fusible Non-F usible Type 250 DC 500-600 AC 
3 








Amps 3 Pole 4 Pole Amps 2 Pole ‘ole 
30 4131H39 $ 3.70 4131H44 $7.45 x30 4131H54 $ 2.90 4131H58 $ 4.70 
60 4131H40 8.25 4131H45 10.30 60 4131H55 7.45 4131H59 7.85 
100 4131H41 13.20 4131H46 18.60 100 4131H56 9.90 4131H60 11.15 
200 4131H42 20.65 4131H47 28.90 200 perf a A tee 20.65 
400 4131H43 57.75 57.75 4131H48 7 74.25 x30 Amp 250 Volts O 
“ENTRANCE E SWITCHES, LIGHT TYPE 
Cutler -Hammer 
Aa 2 Pole 3 Pole 
Amps Description Numbers Price Numbers Price 
30 For Plug Fuses............ 4141H1&2 $1.80 4141H34 $ 2.90 
SD O Dated <P PUG cccowwsve eesersrsee cesses 4141H5 2.25 
30 For Cartridge Fuses........ 4141H6&8 1.80 4141H9-10 3.55 
30 For Cartridge Fuses........ H4141H7 i f Atte Gd -sianas 
Se Bee Cist, Bee ONE. cccataecnie cence 4141111 3.25 
Se. RGU ias onscécncces 4141H23 2.35 4141H24 4.10 
60 For Cartridge Fuses........ 4141H13 6.75 4141H14-15 8.10 
@O For 3 Blades & 3 Fuses... ..ccccceee soseee 4141H16 7.50 
100 For Cartridge Fuses........ 4141H18 10.40 4141H19-20 12.70 
RB OE Ne i Fa 4141H21 11.95 
METER SERVICE SWITCHES 
Cutler-Hammer Without End Walls 
Meter Test Type 
ve Fuse Type 
30 For Plug Fuses............ $2.95 4307H9 $ 3.70 
30 For Cartridge Fuses... aa 3.30 4307H10 4.05 
For Cartridge Fuses. 8.45 4307H11 8.90 
100 For Cartridge Fuses. 15.05 4307H12 16.00 
Dead Fuse Type 
30 For Plug Fuses............ 4309H1 2.40 4309H3 3.70 
30 For Cartridge Fuses........ 4300H4 3.80 4309H6 4.30 
60 For Cartridge Fuses........ 4309H7 12.00 4309H9 13.75 
100 __For Cartridge Fuses... ..... 4309H10&11_ 21.20 4309H12 23 .00 





SAFE-LOCK METER SERVICE SWITCHES 
' Cutler-Hammer Without End Walls 





Accessible Main Fuses Without End Walls 
Test Type 
30 For Plug Fuses............ 4325H1&2 $4.00 4325H3 $ 4.50 
30 For Cartridge Fuses........ 43825H4&5 4.80 4325H6 4.80 
60 For Cartridge Fuses........ 4825H7&8 15.05 4325H9 15.95 
100 For Cartridge Fuses........ 4325H10&11 23.85 4325H12 25.60 
Non-Test Type 
30 For Plug Fuses............ eames 3.65 4327H3 4.00 
30 For Cartridge Fuses........ 4327H4& 4.60 27 H6 4.60 
60 For Cartridge Fuses........ Saartivas 14.15 4327H9 15.00 
100 For Cartridge Fuses........ 4327H10&11 23.00 4327H12 24.00 
POLYPHASE 


Meter Service and Entrance Switches 


All 230 V.—A. C 


Without End Walls 
100A 200A 


Description 30A 60 A 
Sealed Fuses-Meter Test 3 Phase 3 Wire.. $11.35 $17.50 $27.10 $48.50 
° - - > 2 a »~ TF 14.25 26.25 43.75 90.00 
Acces. e oa a ” ai 11.50 20.55 30.60 51.75 
: . si Crm - = # Sy 15.45 23.60 47.20 66.30 
" “Non © 7 - «= ° 10.85 19.25 28.00 44.45 
e bd . 2 si = 11.50 19.70 33.25 51.75 





UNIVERSAL aa SERVICE SWITCHES 








Cutler-Hammer 
No. Without End Walls Price 
4311H1 pemtrespes: = Standardized Meter Service Switches e- 70 
4311H2 ranch Circuit Type. 4.00 
4311H3 4.60 
4311H4 & 5} 5.25 
SHUTTERS END WALLS 60 & 100 
Cutler-Hammer 30 Amp. Aa. 
Single Piece End Wall used with Cabinet.................. $.35 $.80 
Shutters for Shutter Type End Wall... ............0-0000- -15 .30 
EE ns c.o6 05060040 b000 04-06 8654.0406.00b08608 35 .80 
|) 0 rr Rigg 
TYPE ‘‘A”’ SWITCHES 
Single Throw—Series 4111 
Fusible a Volt DC or AC yx 575 Volt ac a 


Amps 

30 iH 
60 4111H2 
100 4111H3 
200 4111H4 
400 4111H5 


Po 3 Pole Am 
3 9. 90 4111H20 $12.40 30 Hu $14.85 411130 $18.15 


12.40 4111H21 16.50 60 4111H12 15.70 4111H31 19.00 
19.00 4111H22 24.75 100 4111H13 24.75 4111H32 28.90 
33.00 4111H23 37.10 200 4111H14 38.80 4111H33 47.85 
74.25 4111H24 82.50 400 4111H15 90.75 4111H34 99.00 


These prices apply only to the United States 
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TYPE ‘‘A’’ SWITCHES 
Single Throw—Series 4111 
Non-F Niele WDC vt 500-600 AC 

m 


Amps 2 Pole ‘ole Ss. 2 Pole 3 Pole 
x80 4111H74 $ 8.65 4111H84$10.30 4111H77$25.60 4111H87$31 .35 


4111H75 12.40 4111H85 14.45 400 oyiare 74.25 4111H88 82.50 
100 4111H76 19.00 4111H86 21.85 41250 V. only. 


MOTOR STARTING SWITCHES 
Manual Operated Cutler-Hammer 





Single Pole Push Button with ae ay Protection 
Typeof Type of D. C. A. Current : 
Switch Rela Number 115 } 4 110 ‘ 20 V. Cycles Price 
Open...... Fast rip 9101H1 H, P.% H, P. % H. P. 28-60 $2.60 
— « « 9101H2 - id . 
ae Slow * 9101H54 e 6 e e 2.60 
ee ly “ * 9101H55 e e « e 3.40 
Series Description Amps Volts 2 Pole 3 Pole 4 Pole 
4151H1 Lighs Duy Motor Sw. K HP 
beesvstescnrtaees BIB BLD cccsee cvcces 
9115H23 Motor Switch with Thermal 
i. senenas Gn teoe 6 30 ToS50 ...... by 65 =. = 
4231H For. nfrequent Duty....... 30 220 5.95 6.20 
4246H For. nfrequent Duty5 HP.. 30 220 11.40 11.95 3. 0 
4246H For nfrequent Duty 7 HP 30 ao 17.80 21.45 
4246H Forinfrequent Duty74HP 60 220 15.70 17.80 24.35 





SMALL ENTRANCE SWITCHES 
vere emnbull Electric Closed or om Ends 





Num mps. Volts Fusi 2 Pole 3 Pole 
S700 EW Pore. Base...... 30" 125 For 1 Plug Fuse...81.70 5, 
5791-2-3-4 & 5893. -- 80 125 Plug uses. - 1.85 $3.45 
5891-5892 Porc. Base .... 30 eS ee sows 1.85 2.40 
13640-13641 Kappa...... 30 250 No Sesttien Base.. 2.75 4.10 
13642-43 & 13743 Kappa.. 30 250 For Enclosed Fuses.. 2.75 4.35 
13221-13321 Quick Break. 30 250 ? oe 8.88 5.20 





STANDARDIZED MAIN ENTRANCE SWITCHES 
Trumbull Electric Single Phase or DC Solid End Plate 
125-250 For Plug Fuses...... $3.30 $4.10 








Encl osed og - 3. = 4.40 
250 .« 9.25 9.70 
100 250 ° ° S 2115. 85 16.75 
STANDARDIZED METER SERVICE SWITCHES 
Trumbull Electric For Meter Testing Open End 
Without End Walls 
16300 to 16309.......... 30 125-250 For Plug Fuses....$ 2.95 § 3.75 
SD. > Bee cbbeccece 30 En closed Fuses. 3.35 4.10 
ie l(ié«‘ > .45 8.90 
163841 * 16348.......... a. > 37 ° S - 15.05 15.95 





ACCESSIBLE FUSE METER SWITCHES 
Trumbull Electric With Test Blades With and Without 








Walls 
For 4 sy ga ..8 oe eee 
“ Plug Fuses..... 4.05 $4.55 
7 r Te loca Fuse 3.95 = aide 
- Enclosed Fuses. 4.90 4.90 
se pe 15.50 16.75 
ches OY “ 24.65 26.40 
Be ea Test Blades 
* For 1 Plu Pest, YT 4 coves 
Plug 3.7 $4.05 
mig Enclosed Fuse 3. 38 ‘pe 
e Enclosed Fuses. 4.65 4.65 
1 14.50 15.85 
« ® # 23.35 24.65 
TNo End Wails. TWith End Walls. 





SEALED FUSE METER SWITCHES 
Trumbull Electric With Test Blades With and Without 


End Walls 
125 For 1 Plu Fuse.. -0 3-0 obile 
125 Plug Fuses. 3.55 $3.75 
125 “© 1£Enclosed Fuse 3.85 i. 
125-250 * Enclosed Fuses. 4.10 4.35 
th... . = 13.25 14.50 
eT Pe $ S - 22.00 23.75 
125 For ! Plug Fuse... .$ S. +4 wr 
125-250 Plug Fuses..... $ 3.30 
125 nclosed Fuse 3: is bienes 
250 “ Enclosed Fuses 3.75 3.90 
250 “ Enclosed Fuses 12.35 13.65 
250 “ Enclosed Fuses 20.70 








22.00 
tNo End Walls. tWith End Walls. 


UNIVERSAL METER SERVICE SWITCHES 
Trumbull Shectxte Without End Walls 





#O71-123... 0. ee eeeenes 125 Forl Plug Fuse........ GP i\eoces 
972-123..... cccdcccoce 30 125 For1 Plug F Fuse. ....... Ge ndtsie 
is + .enteebetonce 30 125 For2 Plug “ Solid Neu. ..... $4.10 
See 30 125 For3 Combinations. ... 30 65.30 
GUO: ccsccedabeevic 30 125 For4 Combinations.... 5.30 5.30 





POLYPHASE ENTRANCE & METER SWITCHES 
Trumbull Electric 


30 Aue. 60 Amp. 
3 Wire 4Wire 3Wire 4 Wire 








Series Nos, Style 
16379 Eatrance—“*DO-ALL” LS ge eee ae ee 
15321-15623 Acc. Fuse—Test Conn. 11.50 $15.50 $20.55 $23.6 
17321-17623 Acc. Fuse without Test Conn. 10.95 12.70 19.40 19:70 
26321-26623 Sealed Fuse with Test Conn. 11.50 14.40 us 26.25 

mp. 

Series Nos. Style 3 Wire 4 Wire 
15321-15623 Acc. Fuse—Test Conn....... pulsbiews obsesve due $30.60 $47.25 
17321-17623 Acc. Fuse without Test Conn.................. 28.00 33.45 
26321-26623 Sealed Fuse with Test Conn............see05-- 27.30 44.00 : 


ENTRANCE RANGE AND LIGHTING SWIT on 
#18422-2W Switch with 1-60 A., 250 V. & 2-30 A. 125 V. Branches. . 

















. -$23.00 
18422-4W Switch with 1-60 A., "250 V. & 4-30 A. 125 V. Branches. . 23.80 
END WALLS, SHUTTERS, TROUGHS, ETC. 
Trumbull Electric = 
30 A. GOA. 100A. 
End Wall One Piece for Standardized Switches......... $.30 -80 $ .80 
End Wall One Piece for Polyphase Switches........... ° -30 - 80 -80 
Shutters for End Walls for Standardized Switches ...... 15 -30 .30 
Shutters for End aber for rotyppece Switches.......+. oy chase’ ohana 
Troughs 2-3” & 4. $.40 5”... .8.45 6”....8.50 7°....8.55 
TYPE “A” INDUSTRIAL SWITCHES 
Trumbull Single Throw, Quick Make & Break 
230 Volts Fusible 230 Volts—No Fuse 
Amp 2 Pole AC-DC 3 Pole AC Mf 2 Pole AC-DC 
. 72221 a 95 72321 $13.65 36221 $ 9.60 
Ti Ccccvcece 72222 13.65 72322 18.20 36222 11.85 
By o¢cccaees 72223 30:98 72323 «=. 27.30 i223 20.00 
peieeee eee 72224 36.40 72324 41.00 36224 25.50 
Trumbull ““SNUF-ARC”’ TYPE 
Fusible on-Fusible 
2P. 75 3P. 230-575 2P. 575V 3P. 230-575 
Amp & AC Only AC & DC C Only 
SE 72261 $16.40 72361 -00 = “aia. = * pod “. 40 
cesete 72262 17.30 72362 21.00 3626: 5.95 
ee 72263 27.30 72363 31.85 Seaes 2. 10 
BIOs - cece 72264 43.25 72364 52.80 36264 28.20 36364 34.60 
*230 V. AC. no “Snuf Are” 
E “CG” SWITCHES 
Trumbull singl dingle Throw, Quick Make. & Break 
Fusible V. Non-Fusible 
Amp 2 Pole ke DC yi ae AC Only A. Pole At Ac-bc 3 Pole AC 
Gio ccccvccves 40221 $ 5.50 1 $ 6.85 135 20321 $ 6.40 
yr 40222 8.20 40322 10.00 20222 8. Fi 20322 8.65 
Bee cocesoces 40223 12.75 40323 15.50 20223 10.95 20323 12.30 
+ rr 40224 20.00 40324 26.40 20224 19.10 20324 22.75 
2P. 230 2 3 
Amp 230 AC-DC 3Pole  V. 3 yt a Pete Bates 4 Pole Blades 
GD. coccceces 44222 $ 8.15 44322 $10.00 22 $9.00 43422 $11.35 
BEDw cic cocdiow 44223 12.70 44323 15 43323 14.50 43423 20.40 
bc cenasees 44224 20.00 44324 26.30 43324 22.70 43424 31.75 
WESTINGHOUSE 
All 30 Amp. Porcelain Base 
2 Pole 3 Pole 
“Midget”—S. N.—1 Blade—1 Fuse—#62612 & 62613 $1.75 ...... ...... 
“Type 00” Fusible—125-250 V. -—Plug Fuses. 60969 1.80 $60961 $3.00 
* —5. N. - 60091 1.75 62328 2.70 
s * — §. N, 3 Blades — FES. EE: + 60962 3.00 
> 8 —Net Fusible—2 Bladee—250 Volt. 60990 2.55 62352 2.70 
ad Sa FS 8 hi) RES. ceacet. eeccece 62365 4.00 
se —Fusible Cart. Fusee—250 YY. . 2.45 62363 4.30 
“ S,N. 250 V.. ms BOCC OD 62351 3.20 
« ¢ ws “3 Blades....... o ccccce 68004 4.30 
“Type WK-45" Fusible Cart. Fuses—3 
lades—250 V......... Rec eesecccesecesecceces eeeeese 545101 5.20 
“Type WKS” S. N. Fusible Cart. Fuses— 
& 3 Bladeo— 250 VV... cccccccscceccs 1 5.20 545341 5.20 
“Type WK-45” Non-Fusible— 2 and 3 Pole 
PY a rr ee 545001 4.20 545001 4.20 





TYPE C METER ENTRANCE 
Westinghouse ‘‘WK-62’’ Quick Break 
2 Pole er,” Pole Fusible 4 Pole ro. 


60 Amp. m4 Volts coves 62304 62305 $10.90 62307 
100 © —230 © ncees 2308 13.60 62309 17.25 62311 29.05 
200 “ 30 ©. : -seee 62312 21.80 62313 29.05 62315 47.20 





SOLID NEUTRAL FUSIBLE 
2 Blades—2 Fuses 3 Blades—2 Fuses 


60 Amp.—3 Poles... ...ceeccceccccsees #62332 $9.15 #62306 $10.90 
100 © =—B floc esvccccceccvcccsscs 62330 4.55 62310 17.25 
BID 9 wD ccpeccnccswicvcccnccs 62331 22.70 62314 29.05 





UNIVERSAL METER SERVICE SEALED MAIN FUSES 
Westinghouse ‘‘WK-57”’ Meter Testing 
One & Two Circuit 


57924 $3.70 All 30 Amp. 579 $5.00 
57926 4.05 125 Volt 57499 4.60 
57928-31 5.60 Plug Fuses 57928 5.60 
57498 5.25 57500 5.25 





STANDARDIZED METER SWITCHES 
Westinghouse ‘‘WK-54’’ Without End Walls 


Dead Fuse Type Live Fuse Type 
2 Pole 3 Pole | 3 Pol 


2 Pole le 
Amps. For No. Price No Price No. Price No. Price 
30 Plug 61140 $ 2.40 ...... ...... 2.95 59442 $ 3.70 
30 611438 3.50 61142 $ 3.75 po 2.95 60225 3.70 
30 Enclosed 61639 3.80 ...... «+... ’ 3. 227 «4.05 
30 SilGe 4.0e SLIG6 6:08 cconst§ oscars 50448 4.05 
60 re 61244 12.80 61268 13.65 509461 8.40 60229 8.85 
100 . 61275 21.10 61494 22.80 59463 14.95 602232 15.90 





METER SERVICE AND ENTRANCE SWITCHES 
ACCESSIBLE FUSE TYPE 
Westinghouse ““WK-65” 


With Test Facilities Without Test Facilities 
Fused 2 Pole 3 Pole 2 Pole 3 Pole 
Amps. For 0. Price No. Price No. Price No. Price 

30 Plug SEP csesee .dbebes Ey ES . eee ss: 
30 % 65001 4.00 65002 $4.35 65011 3.65 65012 $ 4.00 
30 Enclosed See MEE cccake caeeas 6 BoP 0200000-e0becn 
30 65003 4.85 65004 65013 4.60 65014 4.60 
60 a 65305 14. 95 65306 15.85 65015 14.10 65016 14.95 
100 e 65307 23.70 65308 25.45 65017 22.80 65018 23.70 
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Switches Switches 
POLYPHASE METER SWITCHES Noark Doall Without End Plate 
Westinghouse ‘“‘WK-54’’—Sealed Main Fuses 2 Pole 3 Pole 
30 Amp. a Pole—230 Volt AC—Less End Wall EE) REET $10.90 Amps. Fused For Numbers Price Numbers Price 
oo —3 ese os Et tiwacers 16.70 Ping... acess 18128-011123 $2.95 912333-014333 $ 3.75 
100 * oose8— S * 230 ° m . 5 5 TT ET .30 30A Enclosed bee 921223 3.30 922333-024333 4.05 
60A Steet 921226 8.40 925336 8.90 
Westinghouse ‘‘WK-65’’—Accessible Fuses 100A * ig ese aes 921221 14.95 925331 15.85 
Meter Test 3Phase 4W.-S.N. Non-Meter Test 
30 Amp—Legs End Walls... 65100 $11.00 65143 $15.00 65103 $10.40 “TYPE C” ““NUBLADE”—Quick Break 
60 * ai “.. 65101 20.20 65146 5 651 45 
100 * ate “.. 65102 29.80 65141 46.45 65105 28.05 ’ 230 bs tyne e 
ole ol 
METER TRIMS—END WALLS—TROUGHS Aue, Nester foe, “eee 6 ee) Ol kG 
For Meter Switches 60 8226 8.15 8236 10.00 8246 12.70 
30 Amp. 60 & 100 Amp. | 100 8221 12.70 8231 15.40 8241 26.30 
Cone Winns Minoes Wels «6.4 5 ok ebktdide wank on igbh < $0.35 $0.80 200 8222 19.95 8232 26.30 8242 43.55 
Blank End Wallor Shutter Type End Wall.......... .35 .80 400 8224 49.00 8234 67.15 8244 86.65 
Shutter Type Meter Trim or Adapter Trim.......... -15 .30 
New Universa!Trim with Slide. ..............-0005 Sank 230 Volts Solid Neutral 
Bepsoenmnent ley or ypeoune Pints, sa°s >a grades’ ge } atts 3 Pole 4 Pole 
irin rough 2-3 & 4"long —5* 45¢—6" .50e— c . : 
Fuse Thessptaaie ER ans hice cieera intuit del =. RE NE Eeee $1.25 fs .- Re — Py 
60 All Solid 8936 10.00 8946 14.50 
“TYPE A’? INDUSTRIAL SWITCHES 100 Switching Neutral 9031 15.40 $041 38.15 
Westinghouse ‘‘WK-66""—Quick Make & Break . . 
250 V. DC—230 V. AC—Fusible 600 V. DC—875 v. AC—Fusible 400 8934 67.15 8944 90.75 
Amps 2 Pole ole ial ‘ 
30 #66100 $10.90 #66101 $12.70 #66020 $16.35 #66021 $19.95 Non-Fusible 
60 66103 13.60 66104 18.15 66023 17.25 66024 20.90 Pole 3 Pole 4 Pole 
100 66106 20.90 66107 27.25 66026 27.25 66027 31.75 250 V.-DC-230-AC 230 Volts AC 230 Volts AC 
200 66109 36.30 66110 40.85 66029 42.65 66030 52.65 30 8723 $ 3.15 8733 $ 5.15 8743 $ 8.15 
250 V. & 600 V. DC Non-Fusible 230 & 575 V. AC—Non-Fusible B .. pL Be 4 p+ Ro. aes age 
Amp sos Poe 55s esis $11.35 fondo _ Te 200 8722 19.05 8732 22.70 8742 38.10 
30-60 66047 13.60 66048 16.35 66049 21 80 400 8724 36.30 8734 47.20 8744 63.55 
100 66056 20.90 66057 24.50 66058 31.75 - “ 
+200 66059 28.15 66060 34.50 66061 46 .30 Quick Break “TYPE C”’ “NUBLADE 575 V.-AC 
575Volts AC Fusible 575 Volts Non-Fusible 
“TYPE C’? INDUSTRIAL SWITCHES 3 Pole 4 Bole 8 Pole 4 Pele 
, 
Westinghouse ““WK-97’ —Quick Make & Break Amp. Number Price Number — Number Price Number Price 
250 V. DC—230 V.AC-Fusible 575 Volt AC-Fusible 30 8433 $10.90 8443 $18.15 8633 $8.15 8643 $10.90 
Amps 2 Pole 3 Pole 3 Pole 4 Pole 60 8436 13.60 8446 19.95 8636 10.90 8646 18.15 
30 597100 $5.45 597101 $6.80 597151 $10.90 597152 $18.15 | 100 8431 21.80 8441 36.30 8631 17.25 8641 27.25 
60 507103 8.15 597104 10.00 597154 13.60 597155 19.95 | 200 8432 38.10 8442 51.75 863 29.00 8642 42.65 
100 597106 12.70 597107 15.45 597157 31.80 507158 36.30 
200 597109 19. 597110 26. 5971 2 597161 51. 
250 V. DC. & 230 V. AC-Non-Fus. 575 Volts AC-Non Fusible ACCESSORIES FOR NOARK SWITCHES 
30 ©597010 $5.00 597011 $6.35 597054 $10.90 597055 $18.15 | Single Piece End Wall for 30 Amp. Sebgbes.. 8.30 ':S & 100 Age.. ae 4 
60 597013 8.15 597014 8.60 597054 10.90 597055 18.15 | Shutter for 15 100 
100 597016 10.90 597017 12.25 597057 17.25 597058 27.25 | Universa)}End Wall No. 909103. . 
200 597019 19.05 597020 22.70 597060 29.05 597061 46.65 | Blanking Side No. 908 . 15 
Trough & 5° $. os 45—7 . .50 8°—$.55—9"........ .80 
ENTRANCE SWITCHES Cabinet Fuse Block No. 902413.............. 1.25 
Number Amp. Volt Fuses Blades Neutral 2 Pole 3 Pole 
ae ie Le nn er a. § Meter Service and Entrance Switches 
2... 8 (180 8°) 8 (Seid $2150 125-250 Volts Without End Walls 
8683... 30 250 2N.E.C. 2 Fused Se * Peay 5 Main Entrance Meter Servic 
8263...... 30 250 3 * 3 Fused ........ 3.90 “ACCO” QuaD “Aco” Quad “SECO” QUAD 
8136-1..... 60 125-250 2 * eS - Seeeee 8.25 BREA 
$226-1..... 60 250 Ate: : Fused 7.50 ...... . “DOALL”—3 WIRE Accessible Aceenitie} Fuses Seaieh” ro. 
8131-1..... 100 125-250 2 “ Solid ........ 13.15 Amp. Number Price Number Price umber Price Number Price 
8221-1..... 100 250 2 * 2 Fused 11.50. 30 851233 $4.65 77033 $10.40 67033 $11.05 67533 $10.95 
60 1236 11.60 77036 18.45 67036 19.75 67536 16.70 
METER SERVICE SWITCHES 100 $51231 19.05 77031 27.20 67031 30.00 67531 26.30 
Noark Sealed Service SECO Without End Walls 
Number A Vet . med - - — on ee SOLID NEUTRAL SWITCHES 
N e t t 3 
ones. “BB 'GSs aks MG Sshgit! aio 2 Pete Noark Fusible—Quick Break 
9543... 30 12 1 * Bit cee. A eccacows 
9553-9523 30 125-250 26 2 Fused- Amps Volts odes Gives ey | aaa ie 
ence -o wees mee [68 Cee ie 125-250 8183S $ 4.10 8143 «$8.15 8153 $12.70 
arpa 30 125-250 2. 2 Solid . sie “4.30 60 et = 8136 9.10 8146 11.35 8156 19.95 
eae 30 125 1 * 1 a **"3"80° ; 100 se S 8131 14.50 8141 45 8151 35.85 
66576. 80 9330 #1 * 1 e * ge debates 200 e:< 2 8132 22.70 8142 31.75 8152 50.82 
66566..... 60 250 2 * 2 Nene 12.80 ........ | #@ mee S14 = 68.55 S144 81..70 111.00 
536 60 125-250 2 * 2 EE OU ewok 13.65 
66561-66571 100 250 lor2* lor2 None  21.00....:... BULLDOG SWITCHES 
Bases 100 =: 125-250 2 * 2 DF  etin ttees 22.85 Toggle Type—Quick Make & Break 
Noark Meter Service & Entrance ACCO Without End Walls ia icacas ma i mche tee ’ -" Amp. tas = m4 
Meter Service Test Type Entrance Non Test at. Number olt ores aeee ag eutra rece 
Amps, Fused 2 Pole | ole. 2 Pole Pole — some = : ; a*ye “-s 
For =. rules No. Price No Pyle No Price 115 3 3 3 « 8:20 
30A  —~Pllug..... I ile an ink ie ¥en ~ . 7 
30A = """" 9353 4.00 9323 $14.50 8353 3.65 8323 $4.00 poe a aS SRS ES +o 
30A = Enc 9363 9333 4 .60 4 92221 250 3 ee Pee 180 
30A GD 5 a cere nbeeas 83 2 FP one 90221 250 3 a ter 5.45 
60A « <7)! 66366 14.95 66336 15.80 76366 14.10 76336 §14.95 90321 230 3 3 3 8.20 
100A « -... 66361 23.70 66331 25.45 76361 22.85 76331 23.70 91321 250 3 3 3° Solid 775 
ACCO Entrance Range & Lighting Switch sian, Oe LAU ae H ; ; : 6-3 
No. 66336RLA.. ee and Lighting Sw. 1-60A. 250V. and 4-30A. 125V. 
WN nos 0s sgn k Onde snscitabe tesbk tans denne .80 “TYP * x 
No. 66336R L6.. Range | Lighting Sw. 1-60A. 250V. and 6-30A. 125V. E C” NON-INTERLOCKING 
Oca antn'h cn ih'oe bind $e6Ws 5G ARER BAGO ASE) om ‘ Quick Make & Break 
No, 30.......- Meter Back Plate and Switch Support for above. .... 2.00 Single Throw Fusible Type “CG” 
UNIVERSAL Meter Service Switches—No End Walls 250 Volts DC—230 Volts AC 575 Volts AC 
Service Switch Branch Circuits Amps 2 Pole 3 Pole 3 Pole. 4 Pole 
Number Blades Fuses Circuits Fuses Fusein 2 Pole 3 Pole 30 A. Porc. Base..50221S $ 3.20 508218 $5.15 Equipped with Arc 
Cir. 30 A. End Plates.50221P 3.20 50321P 5.15 Chokers 
971123........ 1 1 2 2 1 %. TB .cccccee 30 A. Slate Base. 50221 DMD civ wend (sgt igh 50351 $10.90 50451 $18.15 
9723-972123. . 1 1 4 4 1 BOD vcscdons 60A. * “ . 50222 8.20 50322 10.00 50352 13.60 50452 20.00 
cs caked lor2 lor2 lor2 2 lor2 4.05 $4.05 100A. * - * . 50223 12.70 50323 15.40 50858 21.80 50453 36.30 
9753-9793 lor2 lor2 2or4 4 lor2 5.65 5.65 200A. * * . 50224 20.00 50324 26.30 50354 38.10 50454 51.75 
975333-979333.. lor2 lor2 2or4 4 lor 2 5.25 5.25 | 400A. * “ . 80225 40.00 50825 67.15 ...... ose. ina: whens 
These prices apply only to the United States 
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TYPE ‘“‘C”” NON-INTERLOCKING—Continued 
Single Throw Fusible 

















ENTRANCE SWITCHES 




















Type “C” | Range and Lighting Columbia 3 Pole 125-250 Volt 
3 Pole2 Blades 4 Pole3 Blades 5 Pole 4 Blades Cat. 
Solid Neutral 2 Fuse Holders 3 Fuse Holders ; Fuse Holders No. Am es vies 
Blades Omitted 230 V.-AC & DC 115-230 V.-AC 115-230 V.-AC os 60" “1-204-1-60A. eee, N. ¥ °C. Fused & tad Plug Fused = 
x 30 Amp. TypeC... 52311P eal PT Peete ee eS Sa : weed 35.40 
30° Pee: s221P © 3.20 Sadi’ $6.40 253i #1375 3553 60 1-30A-1-60A.250V.«« « « «630A. « « 38.60 
- -. e-s, 9.10 52422 P . 
100“ ‘s).. Ge 14.60 52423 20.50 52523 36. 00 BRANCH CIRCUIT ENTRANCE SWITCHES 
200 * a eS, oa 22.75 52424 31.85 52524 51.00 Columbia 
400 wie © 63.75 52425 82.00 25 122.00 
xThis Switch for 125 Volt E Ea. Plug - — 30 2. _ 4 6 8 
3 Pole 4 Pole Amp. Circuit Cireuit Circuit A =~ 
30 A. 2 Pole—250 Volt..... 532218 : "3.20 583218 $ 4.00 534218 $ 5.90 Series 2Pole 2Pole 3Pole 2Pole 3 Pole 8 Pole 
30-60 A. DC and 230 Volts.... 53222 8.15 53322 8 53422 3.60 | 2401 to 2406 %.% $4.90 $5.20 $5.85 Ls » %. 15 
100 A. AC 3 & 4 Pole....... 53223 10.90 53323 12.25 53423 20.90 | 3401 to 3406 4.90 6.20 6.50 7.15 9.50 
200 A. 230 Volts............ 53224 19.00 53324 22.70 53424 38.10 | 3501 to 3506 4.75 5.85 6.20 6.90 : ‘S 8.45 
400 A. AC Only............ 53225 36.30 53325 47.20 53425 63.50 Series 30—Quick Break—250 Volts for Meter Trims 
For Cartridge Fuses 
30 AMP. SERVICE ENTRANCE SWITCHES m0 hn See ae. 2. 
a iss i menscaieiaeineneriel 3022 3025 . 75 
Bulldog—Not Meter Test Sc iresconrorses 3023 °7.80 3026 "10:00 3029 16:43 3082 ‘20.08 
spats Hambes Volt Poles asthe quaugsiotgn By} 
JT 3 Ae 125 2 usi e —For Plu MOOT Gwe. 0 oo 1.6 INDUSTRI ITCHES 
aaa 125 2 —Quick Make & Break... 2.75 U fea — 
100221S & P........ 250 2 « —For Cartridge Fuses.... 2.50 um 
1003s 1 Pere = 3 Nes Bi sats nsenten $eendneceens 2.75 Series 70 Type C Fusible 
A? Ug Fuses... . 2c. eeeeseces ° 
ia du... 115 3 AC* «© Quick Make& Break 4.35 Gee “hin tee’ “bh, 
~~ Volts 30A C7001 9.30 C7002 $11.30 
MAIN SERVICE Quick Mabe 100A. «Ss G7OOT._-—s«d RS GYOOBtsa 
Meter Test Switches & Break A C7010 27.95 C7011 34.65 
Combining a Meter Test Switch with Range and Lighting Circuits Series 70 Type A Fusible 
Number Amp. Volt Po'-s eutra ranches Price Amps 2 Pole 3 Pole 
721204 125-250 Solid 1-60A & 4-30A $24.10 umber Price Number Price 
721206 60 125-250 3 « 1-60A & 6-30A 26.55 250 Volts A7001 10.30 7002 $12.85 
431101 Meter Mounting Plate and Cabinet Support............... 1.10 Fusible 60A 7004 13.10 A7005 17.30 
412112 7 : eee eS. Pinas deen Ge kn b0 sd 60'nb0eeesenenede .30 Quick Make 100A A7007 21.45 A7008 27.50 
& Brea 200A A7010 30.50 A7011 28.35 
“TYPE A” Series 71-500 Volts Fusible oa 
Bulldog Single Throw Quick Make and Break - eis Bi) Mee ie 
2 Pole 3 Pole 4 Pole 500 Voks 30A 7101 $13.60 7102 $15.50 
250 V. DC & 230V. AC Fusible No. Price No. Price No. Price Quick Make 60A 7104 14.00 = 7105 16.00 
30 Amp... 10221 $10.90 10321 $13.60 10421 $16. 35 & Brea 100A 7107 23.50 7108 26.65 
10222 13.60 10322 18.15 10422 - 80 200A 7110 37.70 7111 42.25 
10223 20.90 10823 27:25 10423 36.30 Series 73-500 Volts Unfused 
10224 36.30 10324 40.85 10424 54.45 Amps 2 Pole 3 Pole 
10225 81.70 10325 82.50 10425 107.25 500 Vol 30a ember ig A gee ons 
its R 12.70 
10261 $16.35 10351 $19.95 10451 $24.50 Quick Make 60A 7304 10.80 13.25 
10262 17.25 10352 20.90 104 26.30 & Brea 100A 7307 17.15 19.20 
10263 27.25 10353 31.75 10453 41.75 200A 73810 23.65 7811 28.45 
10264 42.65 10354 52.65 104 63.50 Series 72-600 Volts Fusible 
sede 10265 90.75 10355 99.00 10455 128.00 Amp» 2 Pole 3 Pol 
Seat PUI, wane oo cecgess 230 V.-AC. D.C. 575AC.AreChok 575AC.ArcChok. umber Price Number Price 
30 Amp. 230 Volts only. . 13221 $11.35 13421 $16.35 600 Volts 30A 7201 $14. m4 7202 6.05 
30-60 Amp.............- 13222 $9.55 13352 15.90 13452 21.80 Quick Make 60A 7204 4 7205 16.60 
 parepereet oes 13223 18.15 13353 24.05 13453 31.75 & Brea 100A 7207 m10 7908 27.15 
| i eteretes 13224 25.40 13354 34.50 13454 46.30 200A 7210 = 38.6071 42150 
ST | -siestoseccee ve 13225 54.45 13355 82.50 13455 107.25 Series 74-600 Volts Unfused 
eee 600 V.-AC&DC Amps 3P. 
=e “ce sat eeeeeeeees ieee 3-3 Number Price Num Price 
pam. eee: am os a ak i (te 
 aeeeeeeeeeees : “ ch Ma : 7 
>. sanweasesetes 13265 66 .25 & Break 100A 7407 18.90 7408 21.45 
200A 7410 25.15 7411 29.25 
COMPENSATOR SWITCHES pone 20-250 Le - ee oe 
re) le 
A a ae sor wae — Quick Breab son = “gous shin “gous” = g e858 
mps. wick Brea " y 
. 8 Pole 4 Pole Oaly 60A 2025 6 2026 7.90 
30 A. 30321 $16.35 30421 $ 25.40 250 Volts 100A 2028 10.85 2029 13.35 
60 A. 30322 20.40 30422 26.30 200A 2031 19.10 2032 23 .85 
4 a =. ¥ oes = Series 238-250-500 Volts Unfused 
400 A. $8.00 30425 118. 80 5 ids umber Price rT a Price 
Amps, P S Volts AC Arc Chokers Quick : Break 30A 2322 4 5 28 ‘ 6.25 
y . » 
= 2. 5 $23. 4 250 Volts 100A 2328 11.35 2329 12.55 
100 A 30353 + 20 200A 2331 19.10 2232 23 .40 
a0 A. — Ose Wadsworth Switches 
MOTOR STARTERS Sinaie Phase MAIN ENTRANCE SWITCHES a an? 
and D.C. ccessible Fuses 
Bulldog ome : ee - w ‘ Pos os Ba — $eesral zie 
ole ‘ole ° . 
30 Amp.—Type A—230 Volts AC.......... 40321 $16.35 40421 $22.70 1402-1202 30 125 2 2 2 iid None 3.90 
be - ae + ce seeevews 40322 22.70 40422 31.75 1403-1203 30 125-250 3 2 S- * Solid 4.25 
30 =«* = . “ © ve veesards 40341 22.70 40441 31.75 2250 30 125 2 1 1 NEC . 4.15 
—. ow. eeenneiees 40342 32.70 sees = mm 3 : 4 i Sone be 
Olt . 
NOTE: For Bulldog Switches not listed deduct 10% from Bulldog Lists. 1800 60 125 3 i 7 rj 13/90 
1802 60 125 or 250 2 2 2 a None 14.75 
SMALL ENTRANCE SWITCHES = i ee ok kk oO oe 4 
Columbia, 30 Amp. 1902 100 1250r250 2 2 2 * None 23.45 
Description 2 Pole = = eed : : : A Solid re 
Dowble Bosble = Biyori Volt- Plug Fused a wt 4803 400 125.250 3 3 3 « s 9300 
“ “ “ “ 1.90 
“ « « « 250 “ Cartridge Fused 322 2.35 MAIN ENTRANCE SWITCHES 
a nae - - a? ¥ ” 2.50 | Single Phase POLYPHASE 
4 : Description 3 Pole and D. C. Accessible Fuses 
foce Peged- Hosts Blade-125 Vv olt-Plug Fused 1981 pee Number Amps. Volts Poles Blades Fuses Neutral Price 
ee me thle Ss BT eS ee 
° e ped “ 250 “ Cartridge Fused 323 4.00 1930 100 250 3 3 Oke ? 28.70 
Se e res = 20 °* bid sod 423 4.40 4630 200 250 ' 3 3 Bi e 44.50 
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Wadsworth Switches—Continued 
METER SERVICE SWITCHES—Continued 





Single Phase 
D.C. 





and D. Accessible Fuses 
1451 30 125 2 1 1 Plug Solid $ 3.80 
1412-1212 30 125 2 2 - one 4.25 
1423-1223 30 125-250 3 2 Solid 4.75 
2251 30 125 2 1 1 NEC 4.15 
2212-2223 30 1250r250 2&3 2 O., None&Solid 5.05 
1851 60 25 2 1 Sle Solid 14.75 
1812-1842 60 125 or 250 2 2 > None 15.65 
1843 60 125-250 3 2  * Solid 16. 50 
1951 100 125 2 1 = ng 24.35 
1912-1942 100 125 or 250 2 2 | io None 24.35 
1943 100 125-2 3 2 fe Solid 26.10 
4643 200 125-250 3 2 ee. 7 51.75 
4343 400 125-250 3 2 a. p4 109.15 
POLYPHASE 
2234 30 250 3 3 3 NEC None $11.25 
1834 60 250 3 3 3 * = 20.85 
1934 100 250 3 3 ps 30.45 
4634 200 250 3 3 a . 60.65 





METER SERVICE SWITCH~-Range and Lighting Circuits 
No. 1843-5 Accessible Fuse 60 Am 50 Volt—Branches 2-60 Amp. 





























S-Sundries 
ACCESSIBLE MAIN FUSE TYPE AA 
Without End Walls 
Meter Test Type Not-Meter 
4 Test Type 
Anan Poles Fused for Neutral No. Price No. Price 
2 1 Plug Fused 755 $3.25 7 $3.05 
30 2 1 Cart. . 738 4.20 740 3.60 
30 2 2 Plug $ 748 3.70 752 3.35 
30 2 2 Cart. = 737 4.50 757 4.25 
30 3 2 Plug Solid 756 4.20 753 3.70 
30 3 2 Cart. ™ 742 4.45 758 4.25 
x30 2 1 Plug Fused 776 3.25 774 3.05 
x30 3 2 Plug Solid 775 4.20 779 3.70 
x30 3 2 Cart. ri 777 4.45 778 4.25 
60 2 = 1 Cart. Fused 766 14.20 773 15.05 
60 2 2 Cart. va 764 15.05 762 14.20 
60 3 2 Cart. Solid 765 15.95 763 15.05 
100 2 2 Cart. Fused 709 23.85 708 22.10 
100 2 2 Cart. 718 23.85 716 23.00 
100 3 2 Cart. 719 25.60 717 23.85 


Solid 
x—Made with cover to permit sealing fuses independent of main cover. 
POLYPHASE ENTRANCE & SERVICE 


With End Walls 
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Amps os. Deseri 
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60 760-9 Four Wire Solid Neutral. 
C Fused & 4-30 a aan POE dbs snbhWedsenneen 23 .65 ; 
No. MB-4 Metal Meter Board "lahat tata ~ 2.2 4 he ene Rene a: 
CHANNEL BANKING TYPE = Meter Service & | "$5 791-3. Three Legs Fused, ........eceececeeeees , 
All 30 Amp. Sere Ren No —y Entrance 60 767-8 Four Wire Solid Neutral. on ’ 
le s 
— . Miades oo romeres Number Price Number Price = tt ey Ee OS Seren 51.85 50:76 
ts ion Sel ae Frice | Nomb Price | 200 721-238 ns stiches aman nities ‘ 
125-2503 03 : 1423T 5.20 1403T "55 ENTRANCE SWITCH 
125 2 2 2 * None 1412T 4.70 1402T 4.35 | Range and Lighting 125-250 Volt 
125 2 1 1 NEC Solid 2251T 4.55  2250T 4.60 | No. Two Meter Combination Range and Light Switch 60A. Range 
250 2 2 2 None 2212T 5.55 2202T 5.25 Service-—-GDA. Light Service. «oo occ ccc s ccc ccccccsssesecs $7 
125-250 3 2 2 * Solid __ 2223T 5.55 2203T 5.25 ™UNISAFTI” 
Bingle Phase METER SERVICE SWITCHES (Universal Standardized Switches) 
an G Sealed Fuses Amps 
Womser Ane. Vehe i Biot 2 NEC Neateal 4 Price ay Ys P tae Neutral a Fon i. 
p 9.15 ingle ire uses . 
161 60 125-250 3 2 2 Solid : 9.55 236 2 # Be 4.30 
112 100 250 2 2 2 * None 15.65 237 3 Two Solid 1-3- “ 3 ¢ 3.75 
lil 100__125-250_ 3 2 * Solid 16.50 | 237 2 7 le . 3.75 
SERVICE FUSES DEAD WiTH SWITCH OPEN = f « ras ee er rn 
3 30 125 2 1 i 1 Plug Solid $ 2.65 238 2 “ 4“ 4.85 
, 4.00 TER SERVICE Sh iT 
X360 30 125 2 1 i * . 3.45 METER sexys ce WITCHES 
= = = : : . - ° 4.45 | Fuses & Blades Dead ee ree Without End bet) © 
: 3 ihe Jone 4.30 ‘ole 
271-292 30 125-250 3 2 _. © Solid 4.30 | Amp. Volts Description °. Price No. ® tee 
2351 30 125 2 1 1NEC ‘* 4.05 | 30 125 = For Plug Fuses 232 2.20 233 $ 3.35 
2312 30 250 2 2 2 * None 4.35 | 60 250 For Cart. Fuses 364 12.85 365 13.75 
ay = 7 : ; : “ Solid 4.55 60 250 For Cart. Fuses 368 12.75 
‘ 12.60 ; 
2042 60 1250r250 2 2 2 * None 13.50 | 30 A"Y$s For Plug Fuses 330-1 $2.65 333 «$3.35 
2043 60 125-250 3 2 2 * — Solid 14.35 | 30 250 For Cart. Fuses 130 2.65 133 3.35 
2151 100 125 2 1 1 * Solid 21.75 | 60 250 “ 360 8.45 361-3 8.90 
2142 100 125 of 250 2 2 2 “ None 31 -75 | 100 250 . 310 15.05 313-4 15.95 
‘ = “7S BLE MMI FUS 
4743 200 125-250 aay ©. |. see °e 44.45 SEALABLE MAIN FUSES 
4943 400 125-250 3 2 2 * None 101.00 Polyphate—3 Wire Without E 
POLYPHASE ithout End Walls 
- 7 7. ’ . 30 Amp. 60 Amp. 100 Amp. 
sane =z 6S ; 2 hae $ 9-85 | 3 Pole3 Blades-For Cart. Fuses 250V._332 $11.10 362 $16.80 311 $26.50 
2134 100 250 3 3 .* : 26.95 Fusible TYPE C-SWITCHES Quick Break 
os oo ae 4 ; : - i. 49.75 Description 
— IAIN ENTRANCE SWITCHES 113.00 Amps. All Cart. Fuse ne Pole - 3 Pole a 4 Pole. 
Single Phase . Price o. Price °. rice 
and D. C. 30 $2.65 633 $3.75 634 $6.95 
172 60 mm : 2 2 NEC None $ 9.15 = Solid Neutral 125-250 ‘tt See y= a? sab o¢-¢n 
171 60 2: 2 2 Solid 9.30 . 7.45 667 9.60 
102 100260 2 2 2: None 15.65 G0 Solid Neutral 125-250 465 6.00 665 7-10... 
110 100 a§ Q6 Soli 16.50 - . —_—— owe cess 7.45 663B 7. 
FOLYPIASE _ 100 6ii 10:50 613 12:80 610 19.50 
9330 30 250 3 3 3NEC None $9.15 100 Solid Neutral 125-250 507 10.50 615 11-60 614 19. 50 
; t - o. . « os Seets aaa .80 613B 13.50 
sees B = Te as = . ol = 621 18-50 623 22.75 629 40.85 
NDUSTRIAL TUPE SWITCHES : 200 Solid Neutral 125-250 pe 625 19.20 éaaB 25°94 
: .70 
250 Volts PRPS Seat aee & Break =END WALLS, PLATES & TROUGHS & ADAPTORS 
Amps. Poles Blades Fuses Number Price Number Price A 2 A oo 4 
50 2 2 2 9532 $13.65 8532 $8.45 | gag Wall $30 $65 $100 
‘ ; ; a Uo oe 9:75 | End Wall. .....s+00+s cdjeussshebentnacthestabal 5 30 8.05 -00 
60 : : 2 9562 14.65 8562 OR oy | " Sentanapeeatataianeaielonetepsit eMart = 130 = |30 :30 
= 3 : 4 oats &. = +34 > 20 | Trough Cover & & Adapting Slide. ........sseeeeeeees a 15 
100 3 he ad Settee bie ore ets epennnanonateaen ‘3 
SUTDOOR METER SERVICE SWITCHES pa MEETSESETTTITTSISISETISTTeTeeeerererererersrersrerey 50 
30 Amp. 3 Pole Solid Neutral Outdoor or Weatherproof .............+- $15.10 7 7. cesccces eccccces Seecccccececccovecococsece Ceecccccces -55 
= 2 4 - t- . K . “i? «peal eonenae 20.40 a : eee en eeeeeeee See ee eee eee eee ee eee CC eee eee . 4 
s it en Meee ee eee eee ee eee eee ee ee ee eee eee Poe eee eee ee eee ee) *- . 
- 41.25 FR tte tenner seen tents oot ha ie ae 
Murray Switches S- Sundries 
ENTRANCE SWITCHES Woop, SCREWS—Fiat Head 
30 Amp. With End Walls Price 
Number Volts Description 2Pole 3 Pole Per 
630 125 3 Binfo—3 Plug Fuse Ph aces ncaeeesedens Do peeks Si Doz. 
981-980 1986-080 3 © —B © | i iiisccccnccce . 1.70 $2.40 1 $.06 
641-2-6 125 For1 HP 250 V.—AC & DC Motors Fiera 1 
643 230 : Blades : Cartridge Fuses 3.20 1 ; 
647 125-250 2.50 1 f 
830 125-250 ; a ; . Sealed Fuses S. N. «see 4.00 1 
831 125-250 2 *“* 2 Plug Sealed Fuses S. N...... 2.25 é x6 
Accessible Main Fuses With Branches Combined 4 a 2"x8. > ye 
Without End Walls .04 2”x10.. 
780-782 125-250 2 Plug Fuses 2-2 Wire Branches yer pe $5.80 $6.80 d 2”x12. 
781-783 125-250 4 — eS i ee 6.55 7.55 z (05 2%x6..... 
7M mee Sc Ree OS eects < aoe x -06 a ~ 
785 125 4 2-2 o > 'Secsstobvbcs if Bee E—For Round Head Wood Screws Add 30% to above prices. 
These prices apply only to the United States 
60 Electrical Contracting, February, 1932 
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S-Sundries Time Switches 
S-SUNDRIES CRs 6 <ccnccccodse ecvee 35 -20 10 -05 -01 
Dutch pyrene STTTT TTT tt 35 -20 .10 -05 -O1 
%. E. 36 = Nei hime an eebinaiee x 8 4 + ‘3 
rims -" So ebubE Sock Cbd $ 7 é é ‘ 
MACHINE SCREWS—Round or Flat Head ms poeee Firestone bsenbevee = e 1 4 = = 
Price per Dozen Price per Dozen Sat - had d dat ~ ° . . ° 
Size on: eee Size Iron Brass | Holdtite U. Ss hisdaaare 30 15 -19 05 01 
3 ree + $.04 $.07 10/24x%........ $.05  ) ae eee oH o1 a+ -03 
BEB ssievnccvece 04 08 10/2%x1......... .05 -21 omanco. +4 20 “15 0 03 
 _spetpreae aap « 09 10/24 x 114-622... 205 -27 , o eeoees s +1 = y - 
2 Pere -04 11 10/24x1%....... 06 +28 ~ « #3 Now #6.. 25 15 -10 -05 -01 
SMhesdoccetens 104 1 520-90... 07 185 : io? oo ae 4 a or os 
78 maehcodvess 04 11 220-1. 22.2... 08 -80 | Measoca oe 1 oT - 2 
a: Todds diets 204 212 x 20—1i4. 22... 209 1D 5.-- 14 ‘= = = ‘a 
Ble veenes tek’ .04 14 x 20—134...... -10 .49 in’ 33 ‘7s ‘te ‘3 ‘Oi 
NOTE—For Machine Screws with Fillister Head add 25% to above prices. Slipknot. 30 15 10 .05 01 
Two Plex. 65 .35 .20 -10 .04 
LAG SCREWS Vim Gray.. . 60 .30 15 -10 .02 
Square Heads or Coach Screws RUBBER 
Price Each Akron Firestone........... $0.30 $0.15 $0.10 $0.03 
Length 2” 2K" 3” 3 4” 4k’ 5” 6” ASRGRGR, 6 casbeccceccsb tee .50 25 15 10 .04 
& Black <3 teehee $.03 4, 3.04 $. s 04 «§. $.04 $.05 | Dutch Brand.............. = . ¢ 05 -03 
Bletk......06 0 06 06 06 05 05 06 .06 | G. E. 963............---.. : ; 3 
aeepaieagn 04 “04 “05 "05 ‘06 06 07 (07 | Imperial........+seeseeers .30 15 -10 -03 
gaa "05 "05 “06 ‘07 07 07 .08 309 | Okonite........e-eeeeeees BE -20 10 .04 
SeEseccenns re er a | rrrrerarrramerrs fe ae , 7 ‘i is os 
 T eeeeeaer 04 06 06 04 05 «05 106 =| 06 | BR. Splicing. ......-...-. = 1 4 +4 ‘= 
eho ae Deer eeeeereeeneee . . . . 
Galv......++ SP EL a AB: DD Pity .. sass ceclicccene "30 ‘15 "10 "05 "03 
ce peesedesecovecesece ot or = a . 
STRAPS—CLIPS OR CLAMES ee ee, 
writen 8 ea a 
ithout Screws 
Galvanized Straps, 2 Hole......;-. ‘ «fo. fon. son $b TELEPHONES 
(Per Pound J No. appr Lb. 45 40 25 20 
Light Steel Straps ,1 Hole......... -04 -05 .06 -08 eshe 
Mall. Iron Clam 8 1 _ | tippy -04 -05 .06 -08 12 COUCH TELEPHONES 
P&s a lamps with Bolts Vestibule T 
Series 1 10 4 18 20 Soewaes See 
ee ee “oP? 1 . . 7 No. 74 Armored Cord Receiver Type........cccesecececccccsccssss $25.00 
Price Each No. 74A Swing Arm Receiver Ly POCdcebdccsccoccerecsoce soetecs 
Without Screws 1K" 2” 2K" 3” No. 74C Cordless Loud Speaker Type.........++seeececeeeceeeenes 30. 
Galvanized Straps 2 Hole $ $.04 345 $.06 | Above prices are for telephones a. and but do not include for any call buttons. 
(Per Pound 26) No. Straps per  ipesinleae. “2 | 5 4 Add for buttons—Janitor Calling Buttons if fitted. .............ee000. x 
Light Steel — ee ee Bi Felony Pores .... | Add for Each Suite Calling Button...........+cececeeeeececeeceseees .95 
Mall. Iron Clamps, 1 Hole...............-- -18 -35 -50 -65 
P & S Conduit Bios with Bolts—Series 1400 6250 wk... kee nee SUITE TELEPHONES 
Series 2809 to 2849 or 1909 to 49 Page 22 Bulletin No. 89 S. H. Couch Co. 
SOLDER Number of Buttons..... 
Price Ea. Surface or Flush $11.40 $11.40 $12.45 $13.60 
40-60 50-50 Allen 
Be or w nee or Acid Sites Ale’ TELEPHONE CABLES 
ire ire ore ex ” 
Number Braided Type “B Lead Covered Type ‘“‘L” 
Per Pouwnd.........-. %$.65 $.70 $.85 $.75 $2.00 P 
of Conductors Number Price per Foot Number Price per Foot 
Per Ounce. ........-- .05 .05 .08 .07 15 8 BS $% 1-8 $ is 
ee: ee a 
2 oz. 2 oz. 4 o7. Pound Pound 25 B-25 24 L-25 .82 
Cans Tubes Cans Cans Cans 31 B-31 27 L-31 .39 
$.25 $.40 $.50 $.70 $1.25 37 B-37 -30 L-37 
= r+ ‘2 65 
“35 ~~ = “$0 He? EDWARDS TELEPHONES 
40 00s cies -90 1.65 oe Vestibule Type 
. eoee eos ° No. 321 and 397 Armore  TRARIIUE EUG s 0c ccd ce vecccccccces $25.00 
25 eo -40 65 1.00 | No. 322 and 396 Cordless Loud Speaker “  ......ceeceeeeevccecs 30. 
Aaa fe lone 4 - for tceohouss complete but do not include any call buttons, 
or eac a Mc nce ccc cme cesecccccccecccoceceececcceosoos ° 
SOLDERING SALTS % Lb. 1 Lb. © © RE hes vhaethnd iene c én tntpatnsvawiadsrescedece 3.25 
bee ca & ; aoe OM Hie § 1 Apartment Telephones 
nl athe here BY nee-** err wecey BS AY x ‘~ AY No, 3322 and 3352 Surface Wall Type by | i _ Receiver ececccene $12.50 
McGill Crescent. ...In Bottles each .........ccecacccceeces ; 1,00 | No. 3332and3362 “ * * Long Hand *  ...eceeees 16.75 
Nokorode....... ¢ (Un «oo ceirindactitenbeseeBees ion 1.00 | No. 3342 and 3372 Flush ee Wank Cee *  Teiis senna 12.50 
BERG. cc cssseecees BG DOCS GBs. 00.00 2600 2 epee coccetoue 75 1.00 Alors prices are for telephones complete with two push buttons—Add $1.10 for 
uttons. 
SOLDER STICKS Price STANLEY & PATTERSON TELEPHONES 
sd debee AAS) Ciedlbdetis Rica tbe Vestibule Type 
RO RRS RE Rate OPED 2 Re DIIINIIIIIE tint 9:30 | No o-PE_ Armored Cord Receiver Type..s.:..ssseecesseesseesaes $25.00 
pI a SR PT SE! OR Sts Gish # Ete ~- 240 | No.8-PVE Cordless Loud Speaker * .....ceseecerecvcescnncee 30.75 
SORE,» 0460snes codscbos weed ncn COST tb es cdibnnsenccenhenenenes .25 | Above prices are for telephones complete but do not include any buttons. 
en eras ee ee ee es ae pa ” 25 pea ia ie CE SE ons osc vas dap in tin b> 61s Oe Nahe eden T canadien 95 
GORE 0.0.0 0 0065bects cede deb UeU as bs 040068 CUS eS pba > ddceiedocaseesione 25 12603—3 Gang Mail Box, for use with Vestibule Telephones. ...... 12.50 
Add ; ee REELS LT LTLI UPL eTereri ere er er eer 4.20 
Apartment Telephones 
FIXTURE STUDS 4 % om sees. 4 Surface Wall Type with — ase Receiver 
F ds Less Bolt o. 1172. Lon 
Seen epee femmapete 9-15 | No. 2590-PE Flush « «= = Watch Case . 
No Bolt Fixture Studs..........ee08> . .15 | Above prices are for Telephones complete with two push buttons, 
a TIME SWITCHES 
Staples Insulated Nails Per Dozen. 8. 4 2 eee $.40 
Leather Nail Heads Per Dozen........... of yetesanoud .40 
Milonite Insulated Nails Per Dozen... .... “08 Til: Bienticcnce :40 GENERAL ELECTRIC TIME SWITCHES 
TYPE T-8C—Sgle. Pole 
TAPE 15 Amp. Indoor Service 
115 V. 230 V. 
T-sci 34x070 ce boa $2300 fy 
ccccccccecs to TETTTTTITT Titi ° $23.00 
FRICTION EEE nonex Fos MEE MLS bi. conn ssdbaeansanes 23.00 24.00 
Price Per Roll TOBercccviovsee reer oe 22.00 23.00 
8-Ounce 4-Ounce 2-Ounce 1-Ounce Per TYPE T-9— Dble. Pole J 
Roll Roll Roll Roll Foot 30 Amp. In or Outdoor Service 
Adhere...... PPTTTT TTT TiTe $0.25 $0.15 $0.10 $0.05 $0.01 60 eet 50 oe. - OT OD. noc cc cccccnescesccesenece 40.00 41.00 
Amazon..... eoccevccece ee .35 -20 -10 .05 .01 40 and 25 BRB AHE4 . gc ccccccccapecccecescencce 40.00 41.00 
BabaaSeccccccccccccecs sec -40 -20 -10 -05 -01 Holiday Cutout Reeth, co<50 ceescceccecoe eee ee 4.00 4.00 





These prices apply only to the United States 
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Time Switches Transformers 
TIME SWITCHES—Continued TORK 
Synchronous and Large A. C. Types Hand Wound and Large D. C. Types 
TYPE T-13 ELECTRICALLY OPERATED Amp. Pole Indoor Outdoor Amp. Pole Indoor Outdoor 
With Plain Dial - Two Adjustable Riders 20 1 $121 $30.00 $221 $38.00 
; Switch Model Numbers . 20 2 122 35.00 222 43.00 20 1 121H$22.00 221H$30.00 
Volts Amp. Pole Throw 60Cycle SOCycle 25 Cycle Price 20 3 123 40.00 223 48.00 20 2 H 27.00 222H 35.00 
115 30 1 1 3T13AA7 3TISAA9 BTIBAALI $25.00 40 1 141 35.00 241 43.00 40 1 141H 27.00 241H 35.00 
230 15 1 1 3TI3AA2 3TI3AA43TI3AA6 =. 26.00 | 40 «62142 45.00 242 53.00 40 2 142H 37.00 242H 45.00 
115 30 2 1 3T13CA7 3T13CA9 3TI3CAI1 28.00 60 1 161 45.00 261 53.00 60 1 161H 37.00 261H 45.00 
230 15 2 1 <8TI3CA2 3T13CA4 3TI3CA6 29.00 60 2 2 75.00 Omitting 60 2 7062H 97.00 Omitting 
With Astronomic Dial Two Moving Riders 125 2 8122 135.00 Device 125 2 7122H142.00 Device 
115 30 1 1 3TI3AB7 3TI3AB9 3TI13ABl11 $40. 200 2 8202 160.00 Included 200 2 7202H222.00 Included 
230 15 1 1 3TI3AB2 3T13AB4 3T1I3AB6 41.00 20 1&1 1211 40.00 2-Circuit 20 1&11211H 32.00 2-Circuit 
115 30 2 1 3T13CB7 3T13CB9 3TI3CBI11 43.00 20 2&2 1222 530.00 Apartment 20 2&2 1222H 42.00 Apartment 
230 15 2 1 3TI3CB2 3T13CB4 3T13CB6 44.00 40 1&1 1411 50.00 ypes 40 1&1 1411H 42.00 Types 
20 1&1 1111 40.00 Mom. Cont. 20 1&1 1111H 32.00 Mom. Cont. 
TWO-CIRCUIT SWITCH 20 1&1 1171 40.00 MotorCont. 20 1 &1 1171H 32.00 Motor Cont. 
With Plain Dial On and Off Twice-a-Day $2.00 Extra—3 to 16 Times Per Day $5.00 Extra. 
115 SP ee acncccenesetcs pL IL Fy pL ry on). 
23 > .pawcesevenbacean 3TIZEA2 3TI3EA4 3T cA6 32. CH 
W pe Dial i MARK-TIME SWIT 
115 30 Pen rare 3TI3EB7 3T13EB9 3T13EB11 46.00 | Type A Model 15-S & 3M Switches & Plates (Regular ss.....+se00-- $2.50 
230 ie tab dhakuseebanie 3TI3EB2 3TI3EB4 3T13EB6 47.00 A be 7 bs “ “(Automatic Return) ..... 2.75 
s B . , S . . > 2 (2 Terminal bi .25 
HARTFORD TIME SWITCHES B (3 
10 20 35 50 
Type B Double Pol $36°b0 $0°'b0 $42'60 $50"00 
y wile Pabeccspcccccccssvesced $36. , ; " 
P* Ca D Double Pole..............50 39.00 42.00 47.00 52.00 TRANSFORMERS 
“ G Apt. Hall Light Control D. P...... 38.00 ...... G.GD ccdccce 
BELL & TOY TRAN RMERS 
HOROLECTRIC TIME SWITCHES 7 ye 
Type Wound Capacity Description Price Secondary Cycle Cycle 
‘ Name Style Watts Volts No. Price No. Price 
Hs] pies. SES adie Pile! .Ssovsbs tote ccccesccereess =-3 a cece Ss 201 $1.09 201 $1.30 
ri-Vo! wees OS ‘ ° 
EW Elec. 60 Same as Type E & Hona Mounting Platein 42.00 ce - 8 1.30 1.55 
HW Hand 60 NUUDEDENEE WOM da stboecccccscccccce 34.00 M-26 ; 8 1211 1.40 1211 1.75 
EO Elec, 60 * 38.00 T-26 14 296 1.40 296 1.75 
HO Hand 60 * With Automatic Cutout for omitting opera- 30.00 _ Heavy Duty 30 46-12-18 401 4.00 401 5.00 
EOW Elec. 60 * tion on Sunday or any days desired..... 48.00 | DONGAN - = 50 6-14-20 455 5.00 455 6.25 
HOW Hand 60 © 40.00 - <3 75 6-14— 472 7.50 472 9.35 
Er He, 30 a [2 Ree Bae Bae 
HT Hand 60 * Equipped for Four Operations perday, Two 27.00 e aa * y : 
ETW Elec. 60 * VOne” and Two “Offe” in 24 hours... 45.00 , 150 6-12-1826 357 = 11.00 357 13.75 
HTW Hand 60 * 37.00 Junie Toy = 2 to = - 2s = .30 
i : . : upiter to . 1 5.10 
ETO Elec. 60 “ With automatic day cutout and fouropera- 42.00 t 1 lt a 
HTO Hand 60 * tions per day... .........++.+++++s+e- | ea eee ECECATT TS ons eet re TT = aoaeite ee 
EM Elec. 30 Amp 38.00 "Steel Cla 4 Bell 25 Singl 86 $ 1.25 ° 
HM Hand 30 Single Pole, Double Throw, for operating 30.00 : “ 25 Three 86T ° 1.55 sor ies 
EMW Elec. 30 * large open circuit switches............. 48.00 Porcelain Bell 25 Single 87 1.55 87 1.75 
HMW Hand 30 * 40.00 ap. a. ae Sen b eepes ues ia us 1.75 
EC Elec. 30 * 35.00 eavy uty 2 4.65 
HC Hand 30 “ Single Pole, with specialcontactforconnect- 27.00 | WARDS - 75 89 6.40 89 7.00 
ECW Elec. 30 * ing automatic electric time motor....... 45.00 100 90 7.40 90 «68.15 
HCW Hand 30 * 37.00 Te 50 p08 2 = rag $= 
E—Electrically Wound W—lIn Weatherproof Box e ° . 
M—Sin le Pole, DoubleThrow H—Hand Wound Fe 100 2 to 30 873 8.75 872 10.50 
O—With Automatic Day Cutout T—For Four Operations per Day. pe p. Bell Residence yt) 12 Volt “992 1.25, “"399340 1.45 
. E. ox Ty. ‘ 2490 1.75 
PARAGON Heavy uty 50 8-16-24 2333 «5.00 23839 7.00 
Type aie 10A 23, A, 20A 30A 40A SOA 0-20-30 2334 7.70 2840 11.20 
Sele. P vy SS RE.” i a innate oben dneneceesesbeosoorocecens KC cee ress eseKeatEgsecoocerscoesccownneegncs 
B Dble.* 250 V.A. Cor Wizard 5 10 Volt 230-401 1.00 230-102 1.15 
mC. ‘4 - O06 CB's 52% $28 .00$30.00...... $35.00 Nucode 5 10 Volt 230-111 1.40 230-112 1.65 
SA Sunday Cutout 125 V. wh B .co0 0 see? MAM ES aed’ cave bode ce Tri-Volt 5 6to 18V. 230-121 1.40 230-122 1.65 
SB = ™ | Bye 4 ate eS . | Sere Porcelain 5 10 Volt 230-131 1.40 ewan 
TB Two Circuit 125 V. s coeaes Me Alcs acatacecere ecko Little Jef Toy 50 544-13 535-101 3.65 535-102 4.30 
C Sgle. Pole 115 V.AC 50-60 Cy... 5 RARE cietet ceeitersc<enneten ediion adlete wile wan ts Sie fe 
K Dble. * 115 V.AC5060° ................ bt od 50.00 2 ier - 131 6.76 686-133 8.40 
TK Two Circ. 110-250 V.50-60 “ "40.00 45.00... Model 3 Toy 150 1-30 535-141 8.65 oe 
“ hn 6d. SE REEE td. SEE EEE aera eeanies Heavy Duty 50 4 to 24 231-101 5.10 231-102 6.35 
D Dbie. Pole SPD Vo GE  Keveuacgees me 45.00 45.00...... sad _ 100 4 to 24 231-111 8.90 231-112 11.00 
E Szle 110 V. 50-60 é60be0 GOED. oc cds ---» 65.00...... e e 150 36 to 36 231-131 10.90 231-132 13.50 
F Dble * 115 V. Gee — wpvbsedvoctecgects 65.00 65.00...... a S 250 6 to 24 231-141 21.00 231-142 26.40 
TF Two Circ. 115 V. 50-60 “ 55.00...... GG ccccicesescebcods WYTTTTITITI TTT Titi iti iii codeccccccecccesses Sccccccescecee 
| any 4 42 . os SA secves . eeeene 
ri-Volt to 1 B.D cccccecce cocese 
RELIANCE & RACINE SWITCHES Grey Bellon Cov, 10 8 7166S or R.1.40 ........ 66se0% 
10 Aap 2 Wry 30 Amp. Porc. White Bell 10 8 ee petageee obese 
Racine Type IR-2R..... «eee eee 4 23 .00 sees KIL-_ BlackBellH.D. 50 6to20 816-50 5.00 ........ oecees 
ReRoaee Type $9.20-20- E::: coeees 8.00 "0. 3.2 LAR . - = : to = ses-359 Pan. écntiece & ‘Sexuas 
cliance Type riple Pole....+++ «se... #§ $23.00 ..... sé to 24 16-250 24.25 ........ eoccce 
Apartment House Types A-B-C-D- E-F-G 30.00 30. we. ‘eevee oe e« e « 8&8 5 to 24 816-500 28.85 ....... © “eeedee 
Box * In Box 10 8 NOE... 26060600—Lénncde 
SANGAMO TIME SWITCHES Mold. Single 25 10 Voits 221 1.40 onan 
115V.AC 230V.AC 115V.DC 230V. DC Mold. 3 Circuit 25 6 to 18V. 222 «1.55 econ 
Type poles Throw Amp. Price Amp. Price Amp. Price Amp. Price RICH- Steel Sgle. Cir. 25 10 Volts 225 1.25 235 «1.35 
TCorT M-11 Sgle. Sgle. 30 $50.00 30 $50.00 30 $56.00 15 $59.00 ARDS Steel 3 Circuit 25 6 to 18V. 226 61.40 whe 
TC * TM-12 Dbie. 30 53.00 30 53.00 30 59.00 15 62.00 Cov. Ty’eSgle.Cir.25 10 Volts 227 «1.40 237) «1.55 
TC “ TM-21 Dble. Sgle. 30 56.00 30 56.00 30 62.00 15 65.00 Cov. Type3 Cir. 25 6 to 18V. 228 «1.55 <see 
TC. M22: : Dee. ane 3 nie = = =e 65.00 a 68.00 Od ene Ord Ore PO eo EO EE SEES TEES EEEES eeccccoces eecccces eecceces eeeccecesccccs ° 
TM-31 riple Sele 2. . .00 71.00 P lain Clad 25 Singl 200D . . 
™ 3 « Dble 5 65.00 5 65.00 5 71.00 5 74.00 ato ay 25 6-915 203 D1 3°40 re 358 
Ty Poles Throw Amp. Price Amp. Price Steel . 15 Single 205S 1.25 206SG 1.40 
Form V. we “i. vctanseeeesen 1 Sgle. 40 $25.00 40 $25.00 9 15 6-9-15 207S 1.45 1.75 
VWs Bi datds peed dadnn o6 2 . 40 27.50 40 27.50 | STAN- Heavy Duty Pore. 50 6-12-18 1 6.45 210HE1 7.20 
DARD “100 8-16-24 212EHD 7.75 213EHE 10.30 
Steel Clad “A” 50 6-12-18 6.20 301A 6.75 
TRIPLEX = “© «B" 100 6-12-18-24 302B 9.25 303B 10.75 
Self-Starting-Synchronous Motor and Mercury Tubes 110/220 V. AC. . *“ “Cc” 9200 6-12-18-24 304C 17.50 305C 20.65 
No. Throw Total Amp. Capacity Indoor Outdoor - “ “E” 300 6-12-18-24 306E 21.45 307E 25.75 
Poles Per Pole Per Switch Type Price Type Price = * “FPF” 600 6-12-18-24 308F 28.90 3090F 36.00 
1 Sgle 20 20 201 $25.00 201W $35.00 TIP PRR ERR R REPRESS RRP oe eee eee eee ee 2 t 
2 e 20 40 402 30.00 402W 40.00 STay- TB H’vy Duty 50 8-16-24 501 4.25 502 4.75 
3 + 20 60 603 35.00 603W 45.00 Y TB H’vy Duty 75 8-16-24 751 6.40 752 7.00 
4 « 20 80 SO4 40.00 804W 50.00 PATTER- TB H’vy Duty 100 8-16-24 1001 7.40 1002. 8.15 
1 Dble 20 20 202 30.00 202W 40.00 SON TB H’vy Duty 150 8-16-24 1501 9.10 1502 10.00 
2 “3 20 40 404 40.00 404W 50.00 NOTE: For 220 Volt Transformers add 20% to above prices. 
These prices apply only to the United States 
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Wires Wires 
TELEPHONE WIRES 
WIRES eid 
Inside & Outside Pca" 
NEW CODE RUBBER COVERED WIRES a One Dore Pries 
Special Price on No, 14 S.B. Wire as x, Inside H Coad Twigted 8 Fr. . 
Per Foot 22 5/64” 2.9 2 - wren 
In less than Coil Lots. .............5. Ghocccecsed eh ebee Bh ccccces $.014 18 7/64” Outside2 * s e 
In Coil Lpts........... ees Sey SS Oe 16 4/32” == g.* , ¥ J 
Price Per Foot 14 Hi o Bi is re Ss op Ss .04 
Other Sizes No. 18 No. 16 No. 14 14 5/82 — bg “ Copperweld-Drop W....... -04 
Fixture Wire Light...............00seee0e: $. 4 Sa =: Stes For price of single conductor use one-half of 2 Cond. price. 
i Gein oseceovebecdavecede ° eacces 
GALVANIZED TELEPHONE WIRE 
Solid Fests | Braid. eee eeeeeeee eeeereceees ee ‘#4 - ~” _— Size BWG No. 4 No. 6 No.8 No. 10 No, 12 No. 14 
sete eeeees retee emo ee meee 0134 . EBB Extra Best Per Pound... $.12 $-12 $.12 $.12 $.13 $.14 
Stranded Sele. Braid. .............0.0s000 01 01 01 Ae Seal — ° z ~ 
Dbic. cebsccccbocdses Mescece <Seeeee onan os 01K sceel, 4 “ses «10 +10 10.10 ae 13 
ght Per 1000 win occccecees 153 112 74 49 32 19 
sl - Single Bypld.. éouenscesescemenat Gases cbedec occiiss “Gate Weight Per Mile.........++.+++ 811 500 00 258 170 90 
Double Se ccctcadeeteoebesoeee enenes ccaa&ke -03 WIRE, MAGNET 
Price Per Foot Price Per Pound | 
Other — No. 12 aes 10 No. 8 No. 6 ain Enamel- Enamel- 
Fixture Wire Light.. es ee cee teeees weess cease seeeee Single Double Single Double Eeameh ed Single ed Double 
PRscacskens cons... de¢mee -ucedl Bese 5. woe pn ootia ag Come — Sil Silk = Coen Cotten, 
Solid Single Braid.......... eid $.01 $.01% 0a $.03% 10 :32 pO ee ‘31 ‘35S 88 
-. ee  sbechdaeemnaee 01% -02 .02 04 v4 4 = Sook cee = 4 * 
Stranded Sgle. Braid............ 01% .02 02% -04 16 "37 438 $620 «$77 135 ‘41 *47 
Db occceengutse .01% 02% -03 05 = y 4 = 1a 4 A . 55 
Duplex Single Braid eee eee .03 04 -05 -08 22 * 64 *67 é 1.10 .42 "58 . 
DE. -enectaccesene .04 -05 06 -09 24 .57 -76 .93 1.16 .45 .67 .87 
26 -61 -93 1.06 1.30 48 .80 1.04 
: 3 fee 22 =o 
; : 3 ‘ 5 ‘ 1.47 
LARGER SIZES DOUBLE BRAID STRANDED 32 1.04 1.35 1.78 3.10 -61 1.40 1.96 
eee ¢' 0: (“lene so.is° | 38 4:42 6.85 5.10 10.15 884.65... 
No. 6D. Be i2.t..02000, 05 No. OG. 2 LILIES: 16 | © NOTE!” For odd sizes ue haf the increase of next larner isa °""""” 
a oe? Be9bb+e0% . Ne —"Sibsenarproscnes = For % Ib. lots use one third of above prices. 
No. ot CAbaebepqepnehemmer | 250,000 whadadh intense» pbciabahe 4 For one ounce lots use one tenth of above prices. 
Saison egckss -12 ° ; Price Per 100 Feet Plain Enamel- Enamel- 
Single Double er Double Enamel- ed Single ed Double 
Size Cotton Cotton Silk ed Cotton Cotton 
° 8 $1.80 Sn. seasn. * ovees 25 .50 $2.75 
10 1.20 Bue .. odbee. ovees 1.50 1.75 2.00 
12 -75 GO *) Wash tS 1.00 1.25 1.50 
14 .60 , aes eens 75 1.00 1.25 
16 .45 .55 $0.70 $0.75 55 -65 45 
18 .30 .40 40 45 -30 .35 -50 
20 25 .35 35 .40 25 30 45 
22 15 -25 -20 .30 -20 25 .35 
24 .10 .20 15 .20 .10 15 25 
600 $4 64 26 -10 = “ie = .09 13 25 
Additions to Code Wire for 25% (Intermediate Grade) and 30% Wire. = ‘ . ‘2 i = . 3 
For Intermediate 32 .06 .10 .08 12 05 .08 “14 
Sizes or as \ nee For 30% Wire | 34 -06 -10 .08 -12 -05 -08 .14 
From No. 14 to No. 10.........eeeeeeeee -- 20% | 36 05 .08 -06 10 -04 -06 .06 
Pee Fee O04. 2.00 sinctnccdoces =< 6 10 38 05 -06 10 -04 -06 06 
From 3 to 4/0.. 4 7 Oe . « sesh t). peede lesen ie) phen -04 .06 
From 250,000 to 1,000,000 CM:. 2 5% Note: Prices per 100 feet are higher thar per pound rate to cover cost of 








WEATHERPROOF WIRE 


Triple Braid 
Price 
No. 18 No. 16 No.14 No.12 No.10 No.8 No.6 
Per Pound Solid ea eteines $.55 $.50 $.40 8.38 $.35 $.34 at 
Per ® ae besces 4 *° oii ‘< “Oa3s .37 - 
er Foot g6e cccccese é 03 < 
“ Stranded........ saseeeese. OB .08 08% .04K% 
Number Feet Per Pound... 70 60 40 30 20 13 
EXTRAS—For slow burning W. P. Wire—Per Pound Extra......... $.% 
For Twisted Pair W. P. Wire—Per Pound Extra......... -02 
For Double Braid W. P. Wire—Per Pound Extra........ -01 
For Medium Hard Drawn—Per Pound Extra............ -00% 


For Armored Cables See Page PL-9 





ANNUNCIATOR—TELEPHONE WIRE, ETC. 


Annunciator Wire 


Description ‘o. 18 No.16 No. 14 No. 12 
Single Per Pound...... §$.70 $.60 $.56 ceeees 
“ Per Foot....... 00% 00% 01 
Twieted or poy ft Per Pound..... a @& d ‘ 
Per Foot....... .01 6: “ee ee 





-02 
No. 18 ‘oo 
Approximate feet per pound Single Cond. Annunciator Wire 158 ~, ai 


Office & i Wire 


Single ner Seend. esene 8 -64 abd 
aabntee ° 01% .02 0460 08 
Twisted or g Oat 6 Per ieee” -76 -71 -68 badbe 
Per Foot....... -02 08 -04 erored 
i BE . wi ry ‘ iss vie ise Wie wae srabenoseenoccceesaeenes 
ra ickorWhite Per Foot. 02: ° 
Single Stranded Colored Per Foot..... -02 -02 - ws et 
Single Glazed Cotton Per Foot. ....... :02 -02 -08 -04 
Single Artificial Silk Per Foot......... .03 .03 .04 .05 
Thermostat Wire No. 18—8 Conductor Solid—Per Ft.............. 68 
Asbestos Range Wire 
No. 
Asbestos Range Wire or Switch Board Wire Single Solid— 5 
POR POUR 6 on 05 ceed ob Pedic kdeeeccceqeepeacesoceccpee .09 -10 





measuring and should be used only for small lot sales. 


LEAD & RUBBER COVERED WIRE AND CABLE 











These prices apply only to the United States 
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Du ~ a Three (3) 
Sin oe Conductor Two Conductor 
Stranded Solid omen oh Sol =4 Stranded 
No. te ¢ Price Per Foot '$.08 $.04 $.05 $.06 $. $ .15 
No. 12 .07 -10 1 718 
No. 10 “ “* ’ -08 12 17 20 
Ne 8 * ¢ #@ -10 :14 "20 “26 
m3: 2. of 15 -18 .33 .32 
ESS Fi eek a Shue -24 ena .35 
ee ee a se -32 .55 
— = 4 .60 
oe, oe Ae S S 47 - ,90 
No.1/0 “ “ M4 56 1.05 
a - -65 1.10 
No.3/0 “* * S 75 1.35 
No. 4/0 * * . -95 3 1.55 
250,000 C. M. Cable 
300,000C.M. “ 
350,000C.M. “ 
400,000 C.M. “ 
500,000C.M. “ 
600.000C.M. “ 
700,000 C.M. Cable 
750,000C.M. “ 
800,000 C.M. “ 
900,000C.M. “ 
1,000,000C.M. “ 
NOTE: Above prices are based on following quantities 
No, 14 to No, 8 Less than 100 ft. No. and longer less than 50 ft. 
PARKWAY CABLES 
Steel Taped Non-Metallic 
Size 2 Cond. 3 Cond, 2 Cond, 3 Con 
No. 14 per ft........ Bee $ .33 4 -51 $ .22 $ .28 
Re ee, cvcccccces 535 54 -32 
EG power ExT 11 coe .38 -60 
4S Bt ere ove -43 -68 31 .44 
Me. 6) OP Mibibes eee 55 -90 37 -65 
Bo, °F C.ciwecctee -68 1.12 -50 85 
Se oo jcnsnceees . -92 1.50 -66 1.25 
OS 8 eee 1.25 i, + .80 1.55 
mae  ““stastenesas ~~ akaaes 93 1.80 
NOTE: Prices on Parkway Cables are ae ox Trade costs in quancitiee fless 
than 100 Feet. Larger quantities take lower prices. Consult your jobber. 
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Separable Rubber 
Attachment Plugs 


The separable feature makes it possible to change 
frayed or mutilated conductors. this construction is a 
decided advantage over non-detachable types. 


Neither rough handling nor deliberate abuse register 
here—impervious to injury—as completely damage 
proof as any plug can possibly be made or the most 
extreme conditions demand. 


The physical characteristics meet every requirement— 
of analysis, tensile strength, elongation, recovery, heat 
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C85! Long Shank Plug—With No. 18 Type S.J. Cord 


Sse 


ABUSE 


—— | 


Impression 


exposure and oxygen pressure. High grade new para 
Eber used in manutacture. Voltage and insulation 
resistance tests show an excessive margin of safety. 


Ideal for dish washers, ironers, washing machines, re- 
frigerators, floor sanders, sewing machines, vacuum 
cleaners, all motor driven business machines and port- 
able tools, also a wide range of appliance cord sets. 
Rubber plugs that leave nothing to be desired as to 
design, material, workmanship, durability, or appear- 
ance, merit the careful consideration of appliance 
manufacturers and consumers generally. 





CS850 Short Shank 











BR Y AN DMileuits artes 


Manufactured by THE BRYANT ELECTRIC CO., BRIDGEPORT, CONN. 
MANUFACTURERS OF “SUPERIOR WIRING DEVICES” SINCE I888-MANUFACTURERS OF HEMCO PRODUCTS 
CHICAGO see NEW YORK eee SAN FRANCISCO 


844 West Adams Street 60 East 42nd Street 149 New Montgomery Street 











BOSTON 


140 Federal Street 
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(Continued from page 30) 

The chief of the department of 
electricity of the city and county of 
San Francisco is empowered to en- 
force the provisions of the ordinance. 
Penalties for violation consist of a 
fine of not more than $300, or im- 
prisonment in the county jail for a 
period of not more than 90 days, 
or by both such fine and imprison- 
ment. 

The ordinance which became effec- 
live January 24 will not be enforced 
until on or after March 1. 
policy has been adopted in order to 
prevent hardships on firms who may 
have a quantity of material in stock 
which does not comply with the or- 
dinance. 














COOPERATIVE ADVERTISING CAMPAIGN 
FOR MORE WIRING: —The above adver- 
tisement is one of a number being run 
in the Dayton, Ohio, newspapers in a 
cooperative campaign by the Electrical 
Contractors Association and the Day- 


ton Power & Light Co. The campaign 
is planned to increase the member’s 
business by stimulating remodeling and 
rewiring work in the home. All work 
is done by members at flat rates and the 
Dayton Power & Light Co. is financing 
the proposition by allowing the house- 
holder to pay for the work on a divided 
payment plan in connection with the 
regular electric bill. 


This | 








Which Roll of Tape 
Would You Select? 






a . & Pts gett hy 
... and if you did make a selection, would you be 
sure it had better adhesion, longer life, greater 
safety, etc., than any of the other rolls? No, you 
couldn’t be sure unless you actually tested each roll. 


HERE is a definite difference in tape so don’t let 

appearances alone deny you the right to the most for 
your tape dollar. 
We do not ask you to accept our word for the “Extra-Service” 
qualities of DUTCH BRAND Friction Tape, but we do 
say, “Put a roll of DUTCH BRAND to work at our expense. 
Just attach this advertisement to your letterhead, give your 
jobber’s name and mail it to us for your full size free test roll.” 


You will quickly discover these facts when you test DUTCH 
BRAND: 1—Every inch of every roll is usable and non- 
raveling. 2—It is moisture and water-proof. 3—It is extra 
adhesive, its tackiness never dies. 4—It does a permanently 
safe job on small parts or the most expensive high voltage 
uipment. 5—It is always fresh whether you take it out 
of your stock today or a year later. 
Why pay for DUTCH BRAND quality and not get it? 
Send for your sample today or a supply from your jobber. 
Electrical jobbers everywhere carry it. 


VANCLEEF BROS. =: 
Manufacturers Friction and Rubber Tape and Soldering Paste 


Woodlawn Avenue, 77th to 78th Streets, Chicago, U. S. A. 


et 



























DUTCH BRAND 





Fuses instantly without Soldering Paste 
heat. into one A scientific mixture. Cleans 
_* ~ ateine® asit works. Holds aye 
ns on. Res Less requi 

ae sts over paste per 


DUTCH BRAND FRICTION TAPE 
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Diehl 24-Inch 
Slow Speed Ex- 
haust Fan installed 


in lunch room. 


is 


9”, 12” and 15” Bucket 
Blade Ventilating Fans 


9”, 12” and 16” Flat 
Blade Ventilating Fans 


and 56” Ceiling 


Wind-O-Vent Ventilator 
Metal or Glass Panel 





Wind-O-Vent Wall Cabi- 
net Unit with Louvres 


A WIDE-SPREAD investigation proved 
that only | out of every 5 restaurants, cafe- 
terias and lunch rooms were adequately ven- 
tilated or were equipped with any type of 
exhaust fan. 


Call on a few such places in your territory 
and you will uncover a rich market for Diehl 
exhaust fans. 


With the Diehl line you can also meet the 
ventilating needs of industrials, stores, ho- 
tels, clubs, public buildings, apartments and 
residences—this line embraces all types of 
fans from an 8-in. table fan to the big 48-in. 
exhaust fans. The Diehl 1932 Catalog gives 
complete details. Write for a copy. 


DIEHL MANUFACTURING “COMPANY 
Electrical Division of 

THE SINGER MANUFACTURING COMPANY 
Elizabethport, N. J. 


Chicago Boston 
New York Philadelphia 


Atlanta Columbus Dallas 


St. Louis 


DIEHL 








INDUSTRIAL WIRING SPECIALIST: Martin 
Schonberg, with offices both in Minne- 
apolis and Robbinsdale, Minn., special- 
izes in industrial wiring and maintenance. 
He has been in business since 1920 and 
finds that specializing pays. 


FOURTH SOUTHERN MINNESOTA 
MEETING 

The fourth annual meeting of the 
Southern Minnesota Electrical As- 
sociation will be held February 15 
and 16 at the Saulpaugh Hotel, Man- 
kato, Minn. 

According to the tentative pro- 
gram, the first day of the meeting 
will be only for contractors and con- 
tractor-dealers, at which meeting 
there will be discussions regarding 
the various problems of contractors 
and dealers. The second day will be 
an open meeting for jobbers, manu- 
facturers’ representatives, municipal 
and public utility men, in connection 
with the contractors and dealers. 


Plans have been made to discuss 
the forthcoming range and refrigera- 
tion campaigns, co-operative sales 
movements, and legislation. 

New officers will also be elected 
at this meeting. 


OHIO CONTRACTORS TO MEET 
IN FEBRUARY 

The annual meeting of the Ohio 
Electrical Contractors Association 
will be held at the Deshler-Wallick 
Hotel, Columbus, Ohio, February 26 
and 27. 

The program planned calls for of- 
ficer and committee reports, election 
of trustees to represent the districts 
and election of officers by the newly 
elected Board of Trustees. 

M. F. Smalley of the Ohio Power 
Company will present his side of 
the question on service wiring 
materials and will show films of tests 
made regarding these materials. 
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The increasing number of electrical 
contractors choosing Wagner as their 
supplier of motors indicates that the 
Wagner set-up is right. You know 
what it means for an electrical 
contractor to handle 





A Complete Line of Motors 


Backed by a 40-Year 
Reputation for Quality 


a 



























Atlanta, Ga. Cincinnati, Ohio Houston, Texas 
Baltimore, Md. Cleveland, Ohio Indianapolis, Ind. 
Boston, Mass. Dallas, Texas Kansas City, Mo. 
Buffalo, N. Y. Denver, Colo. Los Angeles, 
Chicago, Ill. Detroit, Mich. Calif. 


and Service 


The following are some of the reasons 
why Wagner motors are a profitable 
line: 


A complete line of polyphase and single- 
phase motors—an assurance to electrical 
contractors that Wagner recommenda- 
tions are made without prejudice, and 
that at no time will the wrong type of 
motor be supplied. 


. Forty years of experience in building and 


applying motors—experience valuable to 
electrical contractors. A forty-year repu- 
tation for quality and service—a reputa- 
tion that creates Wagner-acceptance 
everywhere. 


. A nation-wide organization, with branch 


sales offices and motor warehouses in all 
parts of the country—no delay in ship- 
ping motors and motor parts to electrical 
contractors or their customers. 


Memphis, Tenn. Omaha, Nebr. San Francisco 

Milwaukee, Wisc. Philadelphia, Pa. Calif. 
Minneapolis, Pittsburgh, Pa. Seattle, Wash. 
Minn. Portland, Ore St. Louis, Mo 
Salt Lake City, Toledo, Ohio 


New York City, 
a 


Uteh 
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WE’°VE KEPT ON OUR 


Inland Glass has kept active 
right along. Its business is good. 
There has been no let down in 
this organization’s efforts. We 
have gone ahead and led the 
way. constructively. All during 
the “business slump” we have 
helped contractors to get com- 


mercial lighting sales. 


This has been accomplished by producing units that-appeal 
—that fit in with the modern scheme of store decoration— 
that add to appearance — please the 
eye — invite customers, and increase 


business. 


Then too, we have prepared some very 
fine sales plans. Simplified, convincing, 
effective—they help you to sell aggres- 
sively and with results that net you 


worth-while profits. 


Our cooperative efforts are being ap- 
plied to lighting unit sales for all types 
of businesses. Intelligent planning, 
quality production, and considerate sell- 
ing have marked our progress. Inland 
is ready to lend you a helping hand. 


If you'll write, we'll act. 


We have planned to use this space from 
Phe = 8 time to time to give you suggestions on 


new markets for units. 


LA SALLE 


Moderne I AND GLASS WORKS. ite 
CHICAGO 


1Gaua- bane 


CREATORS OF ‘**SNOW-WHITE’’? GLASS 


Saturday’s session will be devoted 
to a discussion of the program for 
1932, committee appointments and 
general business discussion. 


MILWAUKEE LEAGUE CONDUCTS 
SALES SCHOOL 

The Electrical League of Milwau- 
kee, Wis., is conducting a course on 
salesmanship for electrical contrac- 
tors. The intention of the league is 
to study the theory of salesmanship 
from a text in regular school-room 
fashion, and then follow each meet- 
ing with an outside speaker who will 
address the class on some particular 
phase of electrical selling emphasiz- 
ing a fundamental point taken up in 
the previous meeting. 

S. B. Williams, editor and general 
manager of ELEctricaAL CONTRACT- 
ING, will address the class on Feb- 
ruary 16. Mr. Williams will talk on 
the subject of “Selling Adequate 
Wiring” and will particularly empha- 
size the importance of securing the 
prospect’s interest. 


CAMPAIGN TO MODERNIZE THE 
KITCHEN 

In addition to tying in with na- 
tional refrigerator, range, lighting 
and wiring activities, the Metropoli- 
tan Electrical League of Boston will 
sponsor an all-year round kitchen 
modernization campaign, under the 
slogan “Modernize the Workshop of 
the Home.” A working demonstra- 


BUILDS UP CUSTOMER CONFIDENCE: 
—The Thompson Electric Co., Colum- 
bus, Ohio, has been in business a long 

time in the same neighborhood and ™ 
done mostly residence wiring, remodel- 


| ing and repairs. H. C. Thompson is 


seen with his son, J. H. Through long 
service and acquaintance, this firm has 
retained old customers and kept them 
coming with smaller jobs and repairs 
when major jobs were scarce. 
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‘SUR 


MATTERS- 


“We contractors used to feel that the kind 
of wire we used didn’t matter, because we 
thought one piece of wire was pretty much like 
another. But today our competition is tough, 
and we use only the best wire like G-E. 


“The eight colors of braid on G-E building 
wires save us the trouble of testing circuits to 
identify them, and the three colors of insula- 
tion save us trouble and money if anyone ques- 
tions the grade of wire we use.” 


G-E building wires can save trouble and 
money for you, too. Their colored braids 
instantly identify each circuit and their colored 
insulations show at a glance which of the three 
grades has been used. Just examine the wire 
itself — black insulation reveals Code grade; 


GENERAL § 


red insulation Intermediate grade; and green 
insulation 30% grade. 

And G-E building wires have other helpful 
features, too. 

Over-all diameters are as small as allowed so 
that the largest number of wires can be installed 
in a conduit. 

Insulation is as “free stripping” as good prac- 
tice and regulations permit. 

The weatherproof finish is “slicked” and, al- 
though easy to install, does not become “sticky” 
or “tacky” in warm weather. 

Your nearest General Electric Merchandise 
Distributor will be glad to supply your needs 
and give more information, or write to Section 
W-322, Merchandise Department, General Elec- 
tric Company, Bridgeport, Connecticut. 


ELECTRIC 


CODE WIRE 


MERCHANDISE DEPARTMENT, GENERAL ELECTRIC COMPANY. BRIDGEPORT. CONNECTICUT 
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The ORIGINAL FIXTURE SWITCH 
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The six illustrations at the left 
show clearly what is meant when 
we say that the McGill LEVOLIER 
Switch has unusual adaptability. 


For the pan type canopy, the 
LEVOLIER installs easily, no fuss, 
or bother. It remains firmly a part 
of the canopy itself. 


Shallow canopies have for a long 
time been troublesome .. . but 
the thin McGill LEVOLIER fits 
snugly into this type as you see at 
the left. 


For ceiling fixtures, the LEVO- 
LIER makes a rigid switch, per- 
mits straight down pull, and re- 
moves switching strain from the 
canopy. 


Link Switch attachment installs 
easily, and is very practical where 
canopy switches are not required. 


Insert the LEVOLIER in _ the 
knock-out of the conduit box. 


Write for further information 
about the LEVOLIER No. 61 and 
41 Switches, with full 6 ampere 
carrying capacity. 


We'll be glad to send you the name 
of your nearest jobber. 


Wore Lame Guards 


Paradis Lamp Guards 


Electrical Specialities of Quality 





ESTABLISHED 1904 


VALPARAISO 
Box No. 670 


- INDIANA 

















CAMPAIGN TO SELL MORE ADEQUATE 
WIRING: —The contractor-dealer mem- 
bers of the Electric Association of Mel- 
rose, Malden and Everett, Mass., have 
an arrangement with the central station 
serving these towns for the sale of any 
merchandise to their customers that is 
carried in stock by the central station. 
Most members prefer to have customers 
make payments at their own place of 
business rather than have the sale fi- 
nanced by the power company, as this 
gives the contractor-dealer an opportu- 
nity to sell more adequate wiring in 
connection with electrical merchandise. 
Advertisements are also placed in the 
daily papers by the power company list- 
ing the cooperating members of the as- 
sociation. Shown above is I. S. Cowan, 
president of the association, who is ac- 
tively engaged in this campaign. 





tion of a modernized “workshop of 
the home” is now being built by the 
Boston Edison Company, which will 
be free to the public and the trade. 

Richard Lincoln, superintendent, 
merchandising department of the 
Edison Electric Illuminating Co., 
newly elected president of the 
League, pledged his own efforts and 
support, together with that of his 
company, to cooperate with the local 
electrical interests for the advance- 
ment of business. 


J. J. Sullivan was elected vice- 
president and the board of directors 
elected, in addition to the officers, 
were M. O. Williams, Thomas Car- 
ens, J. J. Gallagher, T. M. Green, 
Wm. G. Keay and George W. 
McShane. 





MINNESOTA CONTRACTORS 
MEET 


On Thursday and Friday, January 
28 and 29, a state-wide meeting of 
the Minnesota electrical contractors 
was held at the Lowry Hotel, St. 
Paul, Minn. - 

The first day’s session was devoted 
entirely to electrical contractors and 
their problems. On the second day a 
joint merchandising session was held 
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ORANGEBURG FIBRE CONDUIT 


TIME-TESTED IN 39 YEARS’ SERVICE 


































Orangeburg Fibre Conduit 
will always cut the time 
necessary for a given job. It 


will generally cut the cost. 


Way drag the job out longer 
than necessary — isn’t someone 
watching your overhead? 


Why keep the trench open even 
an extra day—doesn’t traffic delay 
mean money and goodwill to you 
and your community? 

Today, speedy installation in laying 
conduit is more important than ever 
before. Faster, denser traffic de- 
mands unobstructed highways. Per- 
mits for street opening are harder to 
obtain. Overtime and double crews 
are expensive. It costs money 
aplenty to tie up your machine 
equipment by using slow laying duct. 
Fibre Conduit can be laid 
quicker than any other con- 
duit on the market. In light 
8-foot lengths, easily tallied, 
a mile of “Orangeburg” can 
be carried on a five-ton truck; 
can be shipped promptly 
from stocks carried in the 
larger cities or from two cen- 
trally located factories in 
Orangeburg, N. Y. and 
Richmond, Indiana. New 
catalog just off the press— 
send for your copy. 


The Fibre Conduit Co. 


ORANGEBURG, N. Y. 


exmnecer IM} Johns-Manville =o. onen 
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FRINK ILLUMINATION 


28 


ty ’ 
a 


en eee 





Lobby of State Theatre, Philadelphia, Pa. 
Ralph B. Bencker, Architect. 
Special illumination in niches supplied by Frink. 


THE FRINK CORPORATION 
23-10 Bridge Plaza South 
Long Island City, N. Y. 








which was attended by electrical con- 
tractors, hardware men and the utili- 
ties. 


Among the speakers scheduled to 
appear on the program were D. R. 
Thomas, secretary and attorney, Cen- 
tral Western Credit Association, on 
“Cooperative Credit Control”; Earl 
N. Peck, vice-president A. E. I., on 
“National Cooperation”; Wm. A. 
Ritt, secretary, Southern Minnesota 
Electrical Association; O. M. Fryk- 
man, member of the State Board, 
and O. A. Glasow, chief inspector, 
Northern States Power Company. 

The Master Electrical Contractor- 
Dealers’ Association of St. Paul 
acted as host for the contractors. 


REPRESENTATION ON ELECTRICAL 
COMMITTEE 
The Association of Electragists, 

International, through action of its 

Executive Committee, has made the 

following changes in personnel of its 

representation on the Electrical Com- 
mittee, N.F.P.A.: 

Earl N. Peak, Marshalltown, Ia., for- 
merly an alternate, to serve as mem- 
ber, in place of A. C. Brueckmann; 
George Andrae (Herman Andrae Elec- 
trical Co., 2110 West Clybourn St., 


Milwaukee, Wis.), to serve as alter- 
nate for E. N. Peak. 


Full A.E.I. representation on the 
Electrical Committee is as follows: 


Allan Coggeshall, New York...Member 
Earl N. Peak, Marshalltown. ..Member 
R. A. Goeller, New York..... Alternate 
George Andrae, Milwaukee. ..Alternate 








ALL NAMED EVANS BUT ONLY TWO RE- 
LATED: —These folks represent the East- 
ern Electric Co., Columbus, Ohio. E. 
E. Evans, president, is seated, with his 
son, J. W., directly behind him. The 
third man is W. C. Evans, radio spe- 
cialist, and the lady is Miss Ceynor 
Evans, who handles the office. This com- 
pany does general construction but has 
built up radio service as a specialty. 
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“Confidence begets growth.” A con- 
tinuous increase in business during the 
last 15 years is the most eloquent tes- 
timony that the quality of TRICO 
Products meets with universal ap- 
proval. 








Precedent is a subject in which 
TRICO has little interest See's 
progress has been made by taking the 
initiative and designing protective de- 
vices that are individual in design and 
actually serve a definite purpose. 











The expansion of our laboratory in the new plant 
will serve to keep TRICO on the alert for im- 


provements .... new developments... . and 
that thoroughness that is so evident in all TRICO 
Products. 


MILWAUKEE 











HE NEW HOME OF... 
tit. 





RENEWABLE FUSES 
... they’re Powder- 
Packed and with 
their Superior Time- 
Lag eliminate need- 
less shutdowns. 


COLORTOP PLUG FUSES ... . instantly tell 
you the capacity of the fuse by its color. 


KLIPLOK CLAMPS ... . reduce Watt Loss 
and eliminate excessive heating caused by poor 
contact. 


AIR COOLED TRANSFORMERS ... . can be 
installed right where the change in voltage is 
desired. 

FUSE PULLERS ... . eliminate the hazards 
accompanying the changing or replacing of 
fuses. 


Write for Literature 


TRICO FUSE MFG. CO. 
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FOR EASE OF 
INSTALLATION 


CTO); 
bs q ) " u 
cor Rome 





Cat. No. 1423 Cat. No. 1843 
Plug Fuse N.E.C. Fuse 
30 Ampere Size 60 Ampere Size 


Try 
Wadsworth Safety 
Eleetrie Products 


These Products embody practical features 
that assure ease of installation and that 
will help to eliminate much 
of your disagreeable work 
and trouble. 


They meet - - - 

the most rigid electrical re- 
quirements and the modern 
trend for 


Cat. No. 64BN ADEQUATE-SAFE 


Renu-Fuse 








Surface Mounting WI RI N G 
Mre@INc. 


The WADSW 








CHESTER LESHER 

Chester Lesher, one of the most 
active men in the development of 
association work among electrical 
contractors in Ohio, and the presi- 
dent of the Lesher Electric Co., Day- 
ton, Ohio, died suddenly at his home 
on January 21, at the age of forty- 
two. 

During the fifteen years in which 
Mr. Lesher had been engaged in 





Chester Lesher 


business as an electrical contractor he 
had expanded his operations until he 
was at the head of one of the lead- 
ing electrical contracting organiza- 
tions in Dayton at the time of his 
death, 

Mr. Lesher was also very active in 
municipal affairs. He was president 
of the city zoning board of appeals 
and was associated in various public 
works, 

At the time of his death Mr. 
Lesher was president of the Ohio 
Electrical Contractors’ Association, 
president of the Dayton Electrical 
League and president of the Master 
Electrical Contractors’ Association of 
Dayton. 





CHARLES EDWARD WIGGIN 

Charles Edward Wiggin, one of 
the pioneers of the electrical indus- 
try on the Pacific Coast, died Jan- 
uary 5. 

Mr. Wiggin entered electrical 
work in 1904 in San Francisco, Cal., 
with Will & Fink, electrical contrac- 
tors. He later served for several 
years as secretary of the San Fran- 
cisco Electrical Contractors’ Associa- 
tion. Since that time his work has 
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Rugged 
Tongue and 
Groove” 
Method of 
Couplin 
Wiremold 
Conduit 
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... and then MAKES IT EASY TO DO THE 
REWIRING JOB—and handle it at a profit 


Everybody in the industry has been 
telling the contractor that the big 
money at the present time is in re- 
wiring jobs. This is probably true, 
in most cases, but so far as we 
know WIREMOLD offers the only 
practical and down-to-earth plan for 
actually getting the business! 


The reason is, of course, every re- 
wiring prospect has two big objec- 
tions in mind when you mention the 
matter: First, the COST OF THE 
JOB ITSELF; Second, the bother 
and expense of digging into walls 
and ceilings to relocate lighting cir- 
cuits. 


WIREMOLD overcomes both ob- 
jections by offering a practical, in- 
expensive surface wiring system 


that actually looks good when it is 
installed —a neat, inconspicuous 
system of surface conduit and fit- 
tings designed to blend and har- 
monize with the color scheme of of- 
fice, store or living room. 








yy. 




















SO EASY TO HANDLE 











Then, in order to make it easy to 
convince the prospect, WIRE- 
MOLD “IDEA” folders, showing 
how WIREMOLD simplifies and 
expedites rewiring in every class of 
building, are supplied in limited 
quantities for the use of contrac- 
tors in calling upon or mailing to 
customers. 


Thus, with a practical rewiring idea 
to offer—and the means of show- 
ing it to rewiring prospects—W IRE- 
MOLD contractors can go after re- 
wiring jobs with a good chance of 
landing them! 


That is how WIREMOLD is help- 
ing the contractor meet the prob- 
lems that now confront him. 


NOTICE! To Electrical Contractors! 
The above is from the current issue of the WIREMOLD BUSI- 


NESS BULLETIN containing GENERAL CHART OF “WIRE- 
MOLD 1932” Surface Wiring System. 


If you are not re- 


ceiving this and other WIREMOLD literature issued from time to 


time you are missing really helpful business building data that you 


need this year more than ever before. 


KEEP UP WITH “WIREMOLD 1932”—SEND IN THIS COUPON 


THE WIREMOLD COMPANY, HARTFORD, CONN. City 
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CONTRACTING 











do you heguiie 
a sage, dependable 
bell for hey ay 


Tus bell 


is designed 
for severe 
service in fac- 
tories, schools 
and institu- 
tions. It is 
heavily built 
for long life 
on alternating 
current, regularly wound for 
12 to 18, 110, or 220 volts. 


A sub-base for a 4” square 
outlet box can be furnished. 





No. 642 


Removable carbon contacts 
are an advantage. 


All current carrying parts 
are enclosed and it is Under- 


writers Approved. 





Send for our 
catalog—it 
gives details 

relative to this 

and other bells 
and buttons 


The ANSONIA 


Electrical 
Company 


Ansonia, Conn. 


BELLS - BUZZERS 
WIRE 


ANNUNCIATORS - 
PUSH BUTTONS - 








| owner’s bedroom. 


been confined almost entirely to the 
wholesale electrical supply business 
from which he retired a year ago. 





DISCUSS PLANS FOR RAISING 
WIRING STANDARDS 

The members of the Cedar Rapids 
(la.) Chapter of Electragists hold 
regular weekly meetings, at which 
time discussions are held on methods 
for raising the standards of wiring 
and stimulating business in the elec- 
trical industry. 

All officers for 1932 were reelected 
at the annual meeting, as follows: 
W. L. Fowler, Fowler Electric Co., 
president; T. Shea, C. R. Electric 
Supply Co., vice-president; Charles 
Kosek, Kosek Electric Co., treasurer, 
and Carl R. Butterfield, Robertson 
Electric Co., secretary. 





FLATLAND HEADS SAN FRAN- 
CISCO ELECTRAGISTS 

Lloyd Flatland, Globe Electric 
Works, San Francisco, was elected 
president of the San Francisco ( Cal.) 
Electragists at their annual meeting 
held January 7. Mr. Flatland suc- 
ceeds Thomas Harris of the H. S. 
Tittle Co. Other officers elected are 
Edward Dowd, Dowd-Seid Electric 
Co., vice-president ; and W. A. Cyr, 
associate editor, Electrical West, sec- 
retary-treasurer (re-elected). 

The executive committee comprises 
of Peter Decker, Decker Electrical 
Construction Co.; Charles Shipman, 
Atlas Electrical & Engineering Co., 
and Thomas Harris. 







BUILDS ELECTRIC HOME:—Percy Step- 
pelman, who operates in Jefferson City, 
Mo., is seen here with his son, standing 


in front of his new home. It is a house 
of 15 rooms and 5 baths, and the elec- 
trical installation is unusually complete, 
boasting over 200 outlets. In the tower. 
which Mr. Steppelman calls the “silo,” 
the dome at the top is painted like the 
sky, which is lighted by concealed units. 
The lights in the reception hall can be 
turned on from outside, and all the 
lights in the house are controlled when 
necessary by a master switch in the 











= YAXLEY = 
Radio 


Convenience 
Outlets 


New designs, new features, new 
low prices give the contractor 
and radio service specialist featur- 
ing Yaxley Radio Convenience 
Outlets an advantage in con- 
venience, utility and customer 
satisfaction never before avail- 
able. Beautiful in appearance, 
rugged in construction and with 
a bite that holds antenna and 
ground, or phone plugs in per- 
fect contact over long periods of 





No. 133 — Antenna and 
Ground and A. C. 
Connections, on Single 
Gang Plate, with two 
plugs, Brass, $1.35; 
Bakelite, $1.35. 

*No. Al133—Same as 
above, with Outlet Box, 
Brass, $1.70; Bakelite, 
$1.70. 

No. 156 — Antenna and 
Ground Connections, 
with two plugs, Brass, 
75c; Bakelite, 75c. 

No. 135—Loud Speaker 
Connection, Brass, 
90c; Bakelite, 90c. 

- No. 131—Volume Con- 
trol and Loud Speaker 
Connection, Brass, 
$2.75; Bakelite, $2.75. 

No. 256 — Antenna and 

- Ground and Duplex 

A. C. Connections, 

with two plugs, Brass, 

| $1.50; Bakelite, $1.50. 

*No. A256—Same as 
above, with Outlet Box, 
Brass, $2.00; Bakelite, 


$2.00. 
* 


A New Number 
at a New Low Price 



































ae 


No. 131° 











No, 256 
$12 


*All Yaxley Radio Outlets with 
Boxes Listed as Standard by 
Underwriters’ Laboratories. 


Send for Full Descriptions 
YAXLEY MANUFACTURING 
COMPANY, Inc. 


Div. P. R. Mallory & Co., Inc. 
3029 E. Washington St., Indianapolis, Ind. 
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Ameriea’s 


most moderately priced 


Electrically-Wound Time-Switeh 
is made by 


SANGAMO 


America’s first high precision electrically-wound Time- 





switch was introduced a year ago by Sangamo, internation- 
ally-known manufacturer of electric precision instruments. 

Now comes its companion. ..a new Sangamo Time-switch, > 
at a much lower price. Here are its main features: 

1... Electrically-wound. Not synchronous, not affected by 
variations in frequency. 

2...Ten (10) hours reserve in the event of current inter- 
ruption. 

3 ...40-ampere capacity. 

4... Frequent “on” and “off” operations without additional 
cost. 

5 ...Automatic cutout for holiday, Sunday and/or daily 


operation. 


| 


@ ... Manual operation without disturbing sequence. 

7... Jeweled clock escapement . . . dust-proof... good time- 
keeping qualities. 

8... Clock mechanism enclosed in dust-proof housing. 
9..." and 3" pry-outs back and bottom of switch case. 
10. . Guaranteed by Sangamo, having sales, service and en- 
gineering facilities adequate to care for any requirement. 


With the Sangamo Time-switches, you can meet any time- 





control problem ...both on the basis of quality and of price. 


Write for complete details. 4 





SANGAMO ELECTRIC COMPANY * SPRINGFIELD, ILLINOIS 


v 
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Enlarging a 
knockout for a 
¥%-inch conduit 
in an outlet 
box. 


No More 
Effort to 
Enlarge 
Knockouts 


If you are one of the contractors who 
hasn’t yet used Greenlee Knockout Tools, 
you are really missing something. Not only 
do these tools eliminate all tedious labor 
when enlarging knockouts, but they leave 
a hole that is clean and round. No more 
worry of drilling enlargements and the hard 
work of reaming and filing afterwards. 
These tools handle the job with an ease 
that will surprise you. Best of all, however, 
is the money they save. Knockouts that 
formerly took an hour to enlarge are now 
completed in a minute and a half or less. 
The No. 735 Knockout Punch, shown above, 
is built in sets for 4%, 4%, 1 and 1%-inch 
conduit. No. 737 is for 1% and 2-inch con- 
duit. Operation is simple and requires only 
a common wrench. 


m 


i 


Cutting a 3-inch 
conduit hole in 
a 200 horse- 
power cabinet 
while the cur- 
rent is on. 


AL) 








AY 





The Knockout 
Cutter, shown 
to the left, op- 
erates just as 
easily and en- 
larges holes 
just as quickly 
as the Knock- 
out Punch. It 
will enlarge 
holes to t 
1%,2,2% and 
3-inch conduit, 


GREENLEE TOOL CoO. 
Rockford, Ill. 


Please send complete information on your 
Knockout Tools. 











A 
ROL 

ey 
TAPE 


ELECTRICAL FLASHES 
GATHERED AMONG THE 
BIG WIRE AND PIPE MEN 


BY 


COIT A. (DUKE) SMITH 
AND WALTER HOLMES 
FIELD EDITORS 

ELECTRICAL CONTRACTING 


\W/ALTER W. KRAUTER, formerly 
estimator for the Smith Electric 
Co., San Francisco, and during its ex- 
istence secretary of the San Francisco 
Estimators Section of the California 
Electragists, was recently appointed an 
inspector with special jurisdiction over 
electrical contracting, for the registrar 
of contractors, Department of Profes- 
sional and Vocational Standards, State 
of California. Mr. Krauter’s work is in 
connection with enforcement of the pro- 
visions of that state’s contractors’ license 
laws, operating out of the state building 
at San Francisco. 


N order to keep more men employed 

an electrical contractor, wiring one of 
New York’s larger buildings is working 
two crews. These men alternate two and 
three days each week. This plan allows, 
for example, the employment of 110 men 
on the temporary wiring. 


IPLEY, in his column “Believe It or 

Not” reports that A. C. Current is 
an electrical contractor in Tontogany, 
Ohio, and he has a son named D. C. 
Current. Fair enough! 


7 HE Keystone Engineering Company, 
Reading, along with thousands of 
other contractors give calendars to cus- 
tomers and prospects—but there is a 
difference. On the sheet for each month 
is a photograph of some outstanding job 
wired by this firm of contractors. 


|T’s miles from anywhere—or so it 

seems, to the shop set back from the 
road and belonging to James Logan at 
Strafford, Pa. But a big surprise inside 
is waiting for the visitor, For instance, 
there is a radio that has picked up sta- 
tions in such varied points as Africa, 
and Siam, and television, and whatnot. 
James, and his brother Robert, spend 








most of their time working on mysteri- 
ous devices in which the “electric eye” | 


Signal 12” and 
16” = oscillator-in- 
duction motor, 
non-radio interfer- 
ing—3 speed type 
lever switch — list 
price $26 and $30. 


Other type fans, in price 
from .25 to $30. 
Either Induction or Uni- 
versal motor. 


1932 have 

all the 

features 

and new im- 
provements 

your customers 

expect — and 

they have: qual- 

ity, too, that is 

more than indicat- 

ed by their prices. 

You can sell them at 
prices your customers 
can afford to pay— 
list from $4.25 to $30. 
Here is a complete line 
that enables you to meet 
all demands for quality, 
price and performance. 


If you wish to check over 
the specifications of each 
fan, before you see your 
jobber, we'll gladly send you 
our new catalog. It's com- 
plete as to details and prices 
—yours upon request. Then 
have your jobber show you 
Signal fans. 


Signal Electric Mfg. Co. 
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Good Equipment 


is Good Economy! 


The photographs above illustrate an installation of Apple- 
ton Vaporproof Threaded Malleable Unilets and Appleton 
Reflectors in the car washing rack of a large Eastern oil 
company. 


The upper lights are arranged to give perfect light on 
both the top and sides of the cars, and the lower lights 
are set into recesses in the wall for proper pit lighting. 


Appleton Vaporproof Threaded Malleable Unilets were 
used throughout and insure a life time of wear for this oil 
station. These Unilets have been designed to meet every 
requirement for use where there is moisture, gas or fine 
dust. They are designed so as to be vapor, gas or dustproof 
even though the globes are broken or removed. 


Write for further information on the complete line of 
Appleton Malleable Unilets. 
SOLD THROUGH JOBBERS 


APPLETON ELECTRIC COMPANY 
1704 Wellington Ave., Chicago, U.S. A. 


New York—150 Varick St. San Francisco—655 Minna St. Los Angeles—340 Azusa St. 
Manufacturers of Appleton Constant Duty and Portable Type Reelites 


APPLETON 








Vaporproof Unilets 
meet every require- 
ment where there is 
moisture, gas or fine 
dust. 


Appleton Reflectors are drawn and 
spun from Armco Ingot Iron. Standard 
finish is three coats of high grade fired 
porcelain enamel, inside surface of 
pure white and the outside is Appleton 


Recent Appleton products are the 
“GRU” and “GRUY” series of Unilets, 
Explosion Resisting Fittings for use in 
hazardous locations. The body is made 
of malleable iron; the cover is cast 
brass; all metal to metal joints are ma- 
chined and no gaskets are required. 
These Unilets can be used where there 
are inflammable volatile liquids, gases 
or combustible dust particles. 


Threaded Malleable 


STANDARD FOR BETTER WIRING 


UNILETS 


Reg. U. S, Pat. Of. 
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IS IMPORTANT 






Handling each length in- 
dividually insures a sound, 
flawless galvanized coating. 

T, All excess zinc is re- 

HAT is why Fretz-Moon employs its own — sem gem 

exclusive process of hot galvanizing. The 

method used is so advanced, accurate and closely con- 
trolled that the zinc coating on Fretz-Moon Conduit is 
capable of resisting corrosion for the entire life of the 
installation. The zinc coating will not scale, chip or 
flake off, even under severe bending—it is actually inte- 
gral with the steel conduit. No extra coating is necessary, 

so none is applied. 


mPa AOO LE FRETZ-MOON 


PTT TUBE CO., INC. 


BUTLER, PA. 














OALITY 





MANUFAC TORED BY: 


KNOX PORCELAIN CORP. 
ANOXVILLE-TENNESSEE. 











takes an important part. Both the boys 
have been places and seen things, for 
James is an ex-“gob” and Robert came 
to the firm from South America where 
he was sent to do experimental work for 
the telephone company. I’ve a hunch 
people will be talking about those boys 
some day if they keep on experimenting 
electrically. 


HIO Electrical Contractors should 

be well represented politically this 
year. Ernest Siggens of the Siggens 
Electric Shop has been elected mayor of 
Sandusky, while John Baldorf has been 
appointed building commissioner of 
Toledo. 


' AVING occasion to phone the Hyre 

Electric Co., Chicago, the first thing 
I heard from the other end was a musi- 
cal feminine voice, saying: “Robert T. 
Hyre, responsible Electragist.” To me 
that short sentence said very plainly: 
“Here I am, Hyre is my name, I do 
good work and stand back of every job.” 
The customers seem to feel the same 
way, as many favorable comments have 
been made about this greeting. 





ARMOND, who is proprietor of the 
* Reliable Electric Co., 728 S. Second 
St., San Jose, Calif. has developed a 
specialty which is bringing him orders 
from distant places, and is assuming an 
increasingly important place in his busi- 
ness. This specialty is the hand making 
of wrought iron, brass, and other metal 
fixtures, floor lamps, fire screens, and 
hardware, especially suited to Spanish 
type homes, Exhibits of this handiwork 
at fairs, exhibits and special shows have 
brought orders from unexepected 
quarters. 


| gon many contractors locate 
their shops in some building with 
other trades, I think this instance is 
quite new. John W. Mika, proprietor 
of The Electric Shop, Kirkwood, Mo., 
got together with the plumbers, steam- 
fitters, and other trades, and they are 
erecting a sort of co-operative building, 
which will house all their offices and 
shops. Besides bringing about closer 
acquaintance, this plan will afford a 
better opportunity for conferring on 
jobs. 


_ ERMAN ECKSTEIN, Philadelphia 

contractor lives in an apartment 
above his store. When a customer comes 
in he is invited to the apartment. In 
Mr.Eckstein’s bedroom he sees a ven- 
tilating fan that is used to keep the room 
smoke free. There is a sun lamp, of 
course, and a baseboard light that pre- 
vents stumbling at night in a dark room. 
A special adjustable light is installed 
over the bed. The bathroom contains a 
built-in electric heater in addition to the 
steam radiator. All electrical con- 
veniences in wiring and appliances are 
found in the kitchen. The prospect 
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Century 8-inch 
AC I-speed Os- 
cillating Fan. 






“THEY KEEP A-RUNNING” 





8-inch OSCILLATING FANS 


1 Speed, Alternating Current 


BUILD BUSINESS 


Because: 
They movea large volume of air at a highvelocity. 


Their slow oscillating motion assures a quiet 
even distribution of air over a wide area. 


They are built to last a long time. 


Their wool yarn system of lubrication assures 
at least one season’s operation without reoiling. 


Century Fans Build Business 


n 





FANS 


40 U.S. and Canadian Stock Points and More Than 50 Outside Thereof 
CENTURY ELECTRIC COMPANY, 1806 Pine St., St. Louis, Mo. 





FOR MORE THAN 28 YEARS AT ST. LOUIS 
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The ANSWER 


to your conduit problems 





simply cannot visit Mr. Eckstein’s apart- 
ment without wanting additional wiring. 





GIES 


Tosser no 


SALNADU 


OHN V. “BARNEY” KINSMAN of 

Chicago, IIl., located in an outlying 
neighborhood shopping section operates 
an electrical business that the passer-by 
would class as average. But by stepping 
in and inquiring one will learn that the 
company has completed work on rail- 
road electrification projects, large uni- 
versity buildings and industrial plants. 
In addition Mr. Kinsman is the operator 
of a full sized golf course known as 
the Kinsman Golf Club at Orland, IIl. 





is '"“GALVADUCT" rigid steel con- 
duit. It has been specified by lead- 
ing architects and installed by the 
best electrical contractors for more 
than a third of a century. 





T HE Universal Lighting Fixture Com- 
pany, Reading (don’t be fooled by the 
name, they are active in construction), 
have one clever little plan for stimulat- 
ing business. When a building is being 
remodelled they suggest to the owner 
that he store his fixtures in their shop, 
without cost so as to prevent them 
from being damaged by construction 
workers. Later when the customer calls 
for the fixtures they are able to show 
him the new ones in their display room 
and comparing them with his old ones 
usually makes a sale, or at least a re- 
finishing job. If the old ones are very 
bad this is pointed out as a reason for 
purchasing quality fixtures that will 
endure. 


It protects wiring systems in such 
structures as the Chrysler and Wool- 
worth Buildings in New York, two of 
the tallest in the world. Isn't that 
proof enough about quality? 


Garland Mfg. Company 
Pittsburgh 





Penna. 





fe ATES & SHEPARD, Philadelphia, 

recently installed 170 floodlights in 
seven days on the Liberty Lincoln build- 
ing, in the city of Brotherly Love. 
Rubber covered cord is used from outlet 
boxes to the floodlight locations so that 
lights may be easily moved. Another in- 
teresting feature is the huge bell in the 
tower that is said can be heard for 20 
miles. This is operated from three floors 
underground by remote control with 











Lighting For Contractors 


By a Manufacturer Who Understands Your Problems 














effects may 
be secured 
for any 
building, we 
maintain 
a completely 
equipped 
lighting dem- 
onstration 
studio at our factory. 
Here—with the hearty coop- 
eration of our corps of experi- 
enced lighting engineers—a 


lighting effect. 


You are cordially invited to 
make free use of all of our fa- 
cilities as it fits your conveni- 
ence. The complete facilities of 
our capable organization are 
yours to command. 


FREE 


Comprehensive Lighting 
Handbook just published. We 
will be glad to send it to you. 








HUB ELECTRIC COMPANY 


Complete Electric Lighting Equipment 


Factory and General Offices: 
2219-2225 West Grand Avenue, Chicago 
Telephone Seeley 6440-1-2-3 


Branch Offices: 
New York, Toledo, 
Milwaukee, Minneapolis 























In order complete program of lighting two 5 hp. motors. And yet another 
that the fin- effects can be worked out, and indication of progress. 
est possible Hub equipment specially de- 
lighting _ signed to produce every desired 





ALL WET:—When it comes to such con- 
ventional things as presiding over the 
Electrical Committee when the Code is 
being revised, or acting as head of the 
committee on Code Interpretations, or 
doing whatever it is that the vice-presi- 


dent of Underwriters’ Laboratories 
does, A. R. Small is generally anything 
but “wet.” However, when he takes a 
vacation into southern waters, as he re- 
cently did, convention apparently is cast 
aside and he seems to like being “all 
wet” even to the point of taking his 
meals in the ship’s swimming tank. 
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H ( H Timed fo the Need / 


ELECTRIC Clock Ha nger 


Outlet 


DOUBLE SERVICE DEVICE 
Mechanical support 
For the clock, and 
electrical connection 














Plug Cap goes 
Flush with plate 














. This device gets rid of unsightly cord connec- 
git) i a tions running from clocks to the nearest receptacles. 
y At the same time it gives firm support to the clock. . . 








Receptacle part is recessed, so plug cap is sunk flush 
with wall. This allows clock to hang flat over the outlet with 
wire connection and receptacle wholly concealed. . . Increas- 
ing use of electric clocks makes this new hanger TIMELY — from 
now on NECESSARY for up-to-the-minute jobs. Install it in offices, all 


modern residences, schools, hospitals and institutions favoring electrictime. © BZ YY Pi 
in hospitals 


HART & HEGEMAN DIVISION 


THE ARROW-HART & HEGEMAN ELECTRIC CO. 
HARTFORD, CONN. MAKERS OF ELECTRIC SWITCHES SINCE 1890 


in the kitchen 
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APPROVED 


FOR ALL 
GOVERNMENT JOBS 





TY We 


Be sure to write us for prices 
before placing your order. 


Telephone Out- 
let Box with 
Adjustable Cover 
and No. 206 noz- 
zle, 


Receptacle Out- 
let Box with 
Adjustable Cover 
and No. 207 noz- 
zle. 


7"x7"x4%" Telephone Junction Box 
with Adjustable Cover. Approved for 
use in place of semi-obsolete box 
shown on Gov't Drawing No. 311-B. 
We furnish this box at the same 
price as the old style non-adjustable 
government design. 





@ See also our Catalog in @ 
ELECTRICAL TRADE 
CATALOGS 
pages 58 to 64 


FULLMAN 


MANUFACTURING CO. 
LATROBE, PA. 


































PRACTICAL 
METHODS 








RIGHT BOX HEIGHT 
Where a large number of con- 
venience outlets are to be installed 
in an office building, store or apart- 
ment house with concrete floors, there 





3-in. Thread Gives Flexible Box Height. 


is usually a need for latitude in plac- 
ing the boxes on the conduit which 
comes up through the floor. This is 
because the cement floor often varies 
enough to bring the box too high, 
if fastened by means of the regular 
thread on the pipe. 

The Evansville Electric Construc- 
tion Co., Evansville, Ind., has a way 
of providing flexibility for placing 
the boxes, by simply threading the 
conduit for 3 in. from the end. This 








MATERIAL SPREADER SHEET:—A piece of 
canvas about a yard square is used for 


this spreader sheet. On two ends is 
bent and riveted a piece of galvanized 
sheet iron strip about 2 inches: wide, 
which acts as a handle and makes it 
easy to pick up and pour the material 
back in the bag. This makes a great 
time saver. 


AT LAST, A 


REAL TOOL 
YOU CAN DEPEND ON 







Write us or 
your Jobber 


OUR MASTER 


TAPE PULLER 


No. 308 
Will Get the Job done with no Slips 
IT GRIPS. 


M & M MFG. CO. 
Box 696 Enid, Okla. 











$ 


Subscribers 


You can’t afford 
to miss a single 


e 


issue. 


Give us your 
new address if 
you have 
moved. 


2 
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Never has 


a good 


reputation 
meant so 


much ) 


This illustrates the new @ Pulswitchfuz Panel” 
board. It is an entirely dead front, safety type, 
cartridge fuse, controlled circuit type with many 
features. The fuse and switch unit lifts entirely 
— of the receptacle, opening the ve ee ee Fuses 
be changed in utter safety and the uni 
pr ta in the on position or the off ar mony =, 
contacts and no working parts. A large amper- 
age capacity in compact space. Send for Bulletin. 


Albuquerque, N M. Chicago, Il. 


General Engineering ae Equipment Co., 
and uipment Co., 
108 N. Third St. 4603 “Fullerton Ave. 
P. O. Box 76 Cigeipeess. »Ohio 
uri 
Atlanta, Ga. 105E. Ssherig. 
c, A. Comm, Cleveland , Ohio 
64 Cone St. N. W. Frank Reske , 
Baltimore, Md. 684 The Arcade 
Wolfe-Mann Mfg. Co., Defies. Teane 
312 S. Hanover St. R akefield, 
B isa Allen Bhig. 
F ie dandy PEtad E Staible, 
r taible, Inc. 
3 S 7 'St. 2356 Blake Street 
Buffalo, N. Y. Detroit, Mich. 
— E. Jones, H. H .Norton, 
137 Saranac Ave. 2663 Wabash Ave. 



















HN SMITH 
b | esamet CONTRACTOR TOY 


HE contractor who gets the jobs 
when jobs are few has built a buying 
belief in the minds of his customers by 
good workmanship and good materials. 
There is a difference in panelboards 
—a difference in design, material and 
construction—a difference that means 
continuous service throughout a build- 
ing’s lifetime. 
Successful contractors usually install 
€A Panelboards—they know what a 


reputation is worth. 


If you are not one of these consistent € Contractors, 
it would pay you to talk to an @® man about it. 


Frank Adam 


ELECTRIC COMPANY 


Kansas City , Mo 
Robert Baker, 
19 E. 14th St. 


Los Angeles, Calif. 
E. Zinsmeyer. 
1127 S. Wall St. 


Memphis, Tenn. 

C. B. Rutledge, 

203 Monroe Ave. 
ey aman. 

422 Builders’ E Ex. Bidg. 
New Orleans, La. 


w.j. Keller, 
203 Natchez Bldg 


Magazine& Natchez Sts. 








ST. LOUIS 

New York San Francisco, Calif. Winni »Man., Can. 

Fred G. Kraut, Lee Van Atta, Amalgamated Elec. 

419 W. S4th St., 340 Fremont St. o., Ltd. 

New York City Seattle, Wash. 677 Notre Dame Ave 
Oupehe, PM ae a R. 

Py ing. 91 Connecticut St. Calgary, Alberta 
213 S. 12th t. Tulsa, Okla. ———— Elec. 


repeat hia, Fe. Ebersole, 
‘A. Mach ‘oy, Jr. rie 'S. Victor St. 1301. ith Ave., Bast 
Ma ‘Nenk 10h. St. 


Toronto , Can. Hamilton ,On 

Puate h, Pa. Amalgamated Elec. Amalgamated Elec. 
_—— Jr., Co., Ltd. 
Gen. Sales Office, 18 ny St. 
e re Thomas, Res. Mgr. 372 Pape Ave. 
O. Box 1349 Vancouver, Can. Montreal, Can. 
St. een. Be ase. Amalgamated Elec. Amalanmesed Elec. 
ottm: 


‘o., Ltd. 0., . 
3650 Windsor "Place Granville Island 1006 Mountain St. 
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PAINE 


Spring Toggle Bolts 


FOR FASTENING ANY 

OBJECT TO A HOLLOW 

WALL, FLOOR OR 
CEILING 





Operates instantly in any position 
in any hollow material 


MADE IN 7 SIZE BOLTS 


Standard for 13 years with elec- 
trical trade from coast to coast 


The Paine Company 


2945 Carroll Avenue - Chicago, Il. 
79 Barclay Street - New York City 























MONEY SAVER 


Eliminates triple handling—unwind- 





ing — measuring and rewinding 
wire, thus saving time and money. 
Manually operated—reels wire into 
neat coil, automatically counting 
and registering number of feet. 

Strongly built of heavy selected 
materials so as to last a lifetime. 


It Pays for Itself 


Send for bulletin 
Write us or your jobber 











80 S. 12th St. 
Minneapolis 


extra thread allows the box to be 
fastened farther down on the pipe so 
as to meet the exact spot intended 
for it in the baseboard. An extra 
locknut is used inside the box as the 
bushing has to stay at the end of 
the conduit. This method avoids 
patchwork and saves considerable 
time. 


PULLEY JERKER 
A quick way to remove pulleys 
from motors has been devised by the 
Pleasant Electric Company, Cincin- 





Pulley Jerker Close Up and in 
Operation. 


nati, Ohio, as shown in the accom- 
panying illustration. 

An iron cross bar is drilled at in- 
tervals to allow the adjustment of the 
hooks to the size of any pulley. When 
a pulley is to be taken off, the hooks 
are engaged at the back. The thrust 
bearing on the end of the long bolt 
is placed against the shaft and a 
steady turning of the bolt with a 
wrench does the rest. 


PIPE AND LADDER CARRIER 
FOR CARS 


by W. O. Hendrickson 
Argyle, Wis. 


The customary method of carrying 





Minneapolis Electric | 
and Construction Co. | 


| steel tire. 
Minn. | bracket are made U shape and slip 


pipe, ladders or any thing of any 
length is to tie the material to the 
\side of the car or support it on 
| brackets fastened to the fender. This 
method soon ruins the fender as it 
|is not built strong enough for the 
'extra weight. The method illustrated 
|has been used by the writer for 
some time. 

This bracket is made from an old 
The lower ends of the 














A Pioneer 
still shows 


Armstrong Bros. has consistently pio- 
neered improvements in pipe wrenches; 
has so raised the standard that other 
manufacturers have been forced to 
make their own product better. Today, 
as always, Armstrong Bros. ALL-STEEL 
Pipe Wrenches lead the field . . . and 
will continue to do so because of im- 
portant patented features that cannot 
be duplicated. 

Armstrong Bros. ALL-STEEL Pipe Wrench is 
clean-cut in appearance, handy te use because of 
its perfect balance. It has replaceable tool steel 
lower jaw and a nut that cannot fall out; it has 
no clumsy cast frame, no large flat spring. It is 
built to withstand heavy side strain, all kinds of 
pounding and abuse. 


Write for catalog P-10 


ARMSTRONG BROS. TOOL CO. 


“The Tool Holder People” 
341 N. Francisco Ave., Chicago, U.S.A. 














These Features 
. Recommend the 


“AC EF” 
Self Wound Time 
Switch 


1. Electrically 
wound and op- 
erated clock and 
switch. 

2. Twelve hour 
dial. 

3. Compensating 
regulator. 

4. Hands movable 
forward and 
backward. 

5. Individual trip- 
automatic accu- 
rate within 15 
seconds. 

6. Operates on D.C. or A.C. 

7. Runs 48 hours with current off. 

8. Controlled by push button switch 
without interfering with automatic 
control. 


RELIANCE 
AUTOMATIC LIGHTING CO. 
RACINE, wis., U.S. A. 
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...See this new book for 
up-to-date methods on hun- 
dreds of practical electrical 
wiring jobs 


HF is a book prepared by 
a master electrical worker 
covering the many practical elec- 
trical jobs of today, telling clearly 
the methods for handling each in 
accordance with latest standards, 
giving a profusion of tables, data, 
circuits, diagrams and other helpful 
facts to which the worker often 
needs to refer in doing these jobs. 


HANDBOOK 
OF 
INDUSTRIAL 
ELECTRICITY 


by M. KUSHLAN 
Electrical Fngineer 


525 pages, 44 x 7, over 600 
illustrations, diagrams and 
tables, flexible, $4.00 





HE book is expressly planned as a reference 

book for electricians engaged in installing and 
maintaining electrical equipment in residential, com- 
mercial and industrial buildings and outdoors. It 
answers literally hundreds of questions on the meth- 
ods of wiring, inspecting and maintaining lighting, 
machinery and power installations of all kinds. 
Technical and mathematical terms are either avoided, 
or are clearly defined and illustrated by practical ex- 
amples. Standard practice is demonstrated by lib- 
eral reference to accepted rules and specifications, by 
over 500 illustrations and diagrams and 118 practi- 


cal tables. , 
Latest practical data on: 


—wiring industrial installations —testing 

—electrical wiring devices and —electric heat applications 
methods —inspection 

—house-wiring installations —maintenance 


—wiring in public buildings 


—automobile and aviation —signal systems 


—electric signs 


aie installations —communicating systems 
—estimating —electrical principles 
—reading plans —motor circuits 

—radio fastallations —theater wiring 


—electrical advertising practice —refrigerating circuits, etc., etc. 


See it 10 days free—Send this coupon 








|FREE EXAMINATION COUPON 










McGraw-Hill Book Company, 330 W. 42nd St., New York City 
Send me a copy of Kushlan’s Handbook of Industrial Electricity, 
$4.00, postpaid, for 10 days’ free examination. I agree to remit 
for the book or return it postpaid within 10 days of receipt. 


City and State... ... ccc cccevcccccccccccccscccscevcssesessstee 
Official Position 


Mame Of Company. ....ccccccccccccccccccccccessccccecccccsesece 


(Books sent on approval to retail purchasers in the U. 8. and 
Canada only.) E.C. 2-32 


—$—$— — 











Give Yourself A Chance 
This Year — 


Insure your 
job by putting 
the American 
Electricians’ Li- 


are an electri 
man you NEED 
this Library — 


“ove phe man 
who is keeping 
his job is the 
man who knows 
more about it 
than the next 
fellow. 

To encourage 
you to act now 
to help yourself, 
we are offerin 
a FREE COP 
of Croft's Am- 
erican Electri- 
cians’ Hand 
book, a regular 
$4.00 book, con- 
taining 823 
pages and 900 
illustrations, if 
you get busy 
right away and 
order 





CROFT’S 
AMERICAN 
ELECTRICIANS’ LIBRARY 


Examine It First 


We will give you an opportunity to examine the Library at your leisure 
before you send in your actual order for it. By filling in the coupon 
below and mailing it to us you can secure this Library for a 10 Days’ 
Free Examination period at our expense. We pay the postage both ways 
Then, as soon as we get your first small monthly payment on the Library 
we will send you, absolutely free, the Croft American Electricians’ Handbook 
as an added help to your New Year's resolution to succeed. 


WHAT THE LIBRARY OFFERS YOU 


The American Electricians’ Library is made up of six volumes, contain- 
ing more than 2,000 pages, and of special interest, more than 1,000 wiring 
diagrams. Terrell Croft's books on practical electricity are known and re- 
spected by experienced electricians throughout They are packed 
full of practical data, diagrams, short cuts, and explanations, all 
presented in simple, easy-to-understand English. Wiremen, trouble shooters, 
appliance fixture men, maintenance men, armature winders and electrical con- 
tractors will find that these books are writ- 
ten in their own language by a man who 
has worked his way up through every job 
an electrician has to face. ‘o own this 
Library is like having an expert at your 
beck and call. 


EASY PAYMENTS 


The payments for this Library are made 
easy for you. If you decide to keep it at 
the end of 10 Days’ Free Examination, just 
send us $1.50 and then pay the balance at 
the rate of $2.00 a month until the total 


price of only $17.50 has been 


the world. 
helps 







paid. Remember, as soon as we 

receive your first payment we 

will send you a free copy of the : 
American Electricians’ Hand- m 
book. Send the coupon in Now. 


FREE—IF YOU ORDER NOW 


FREE EXAMINATION COUPON 





i 
' 
& McGraw-Hill Book Co., Inc., 330 West 42d Street, New York. ' 
. Gentlemen:—Please send me CROFT’S AMERICAN ELECTRICIANS’ 8 
LIBRARY (shipping charges prepaid), for 10 days’ free examination. If § 
@ satisfactory, I will send $1.50 in ten days and $2.00 a month until the ' 
. = = of ar has bom gue. RP wanted I will return at your g 
se. en my first payment is rece’ you are to send me free 
a of Croft’s American Electricians’ Handbook. = cs ; 
i 
DS TMD ccccccccccccccccccccccccconcccesoscesecccecssccececsesescoccceonlseees ; 
é 
TD RIO scncccicnsndcececcsscnecdocesoscccncssscsensscbbonesceceseses ; 
i 
AN te Se ee ed Se Ee SS RTS Bs eae Be . 
LIRR ee We FMT RR ON E.c. 2-32 § 
,aanenenenensnamndnnnnanmenaseeseaeawedh 





ELECTRICAL CONTRACTING 














Smallest, most compact, 4 cyl. Electric Plant 


MR. DEALER: 


Get Our Proposition 


For Emergency Lighting in hos- 
pitals, hotels, theatres, etc.—for 
electric refrigerated trucks—for 
portable amplifying equipment—for 


construction contractors, camps, 
mines, etce.—for pleasure yachts— 
for beacon lighting—for railroads, 


etc.—Universal Electric Plants offer 
a splendid, profitable market. 

Go after this business! With the 
proven dependability of UNIVER- 
SAL—you can guarantee 100% sat- 
isfactory service. With the special- 
ized background we have established 
in this field—we can provide you 
with expert technical data to clinch 
the sale for any type of industrial, 
commercial or marine installation. 
The Universal Line ranges from 
to 35 K.W.—AC and DC—32, 110 or 


220 volts. 















UNIVERSAL MOTOR CO. 
aS Drive 


Wis, 


U. S. Pat. Nos. 









PATENTED 


We have an 
unusually at- 
tractive propo- 
sition to put up 
to you. Write 
for full partic- 
ulars. 


1,635,293 and 1,736,397. In- 
fringements will be vigorously Prosecuted. 


The S R K Connector 
takes up to 4 No. 14 
and 2 No. 18 or equiv- 


alent, solid or stranded 
without solder or tape 


tual Labs. 


metal insert 


JIFFY WIRE CONNECTOR CO. 
7-9 Bridge St., 


Hackensack, N. J. 








| 

" 
+ «+ « you don’t twist the | 
wires—simply screw on the 
S R K and the job is done. | 
The quickest, SAFEST and 
surest method. 


Ask your jobber’s sales- 
man to show you the SR K 
—it has the approval of 
Underwriters’ and Fac. Mu- 











over the two bumper brackets. At 
the lower end of this U a % in. hole 
is drilled, through which a bolt 
passes clamping the bracket securely 





No Strain on Fenders 


in place. The carrier can be put in 
place or removed in a minute’s time. 
The rear end of the ladder, or 
material carried, is supported by a 
bracket on one of the stakes of the 
car. 


PORTABLE GRINDER AND 
BUFFER 
Clinton Carlson, Carlson Electric 
Co., Youngstown, Ohio, finds this 
combination portable grinder and 
buffer handy on a large number of 


The Shield and Handle Make It 
Easy to Carry 


jobs. The buffer in particular comes 
in handy in giving a neat workman- 
like appearance to the completed in- 
stallation. The motor and buffer are 
standard equipment but Carlson has 
attached a sheet-metal shield on the 


base with a handle for carrying. The | 


shield not only protects the motor 
but makes it easier to carry: 








WHEN YOU NEED 
TINNED 
SPLICING SLEEVES 


SHERMAN 





You'll find Sherman Tinned Splicing 
Sleeves (Split Connectors) provide every- 
thing you want and need. 


Ample tensile strength for one thing. 
When properly soldered the wire will 
break before loosening in the sleeve. 


Won't overheat. Can be used on 
either round or sector shaped cable. All 
surfaces smoothly tinned and the dead 
soft anneal allows a tight mechanical 
clamping of sleeve around the conductor 
before soldered. 


> Right—Use 
SHERMAN jj. 


H. B. SHERMAN MFG. CO. 
Battle Creek, Michigan 











Lowest 
| alee 


on NATIONALLY 
ADVERTISED RADIO 
and “coos / 


brite for bg 
this Book. 


PARAMOUNT 


ELECTRICAL SUPPLY COMPANY 


WHOLESALE ONLY 


606 W. ADAMS ST. CHICAGO 
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A 
RULE 
OF REASON 
FOR 
ELECTRICAL 
CONTRACTORS 


FUNDAMENTALS FIRST 


It's time to get back to fundamentals—to common-sense truths from which we should never 
have strayed—increase sales if possible but PROFIT always. 


BACK TO PROFITS 


It is human to strive for more business, but those who have come safely through the years have 
learned that PROFIT is the only thing that will keep you in business. 


STEER A SAFE COURSE 


If you have been dissatisfied with your profits, here is something that will make money for you 
every day in the year. We have issued a little booklet which describes in detail this unusual 
Service that successful contractors are using daily to increase their profits, save time, and build 
customer confidence. Would you like to read it? It's yours for the asking; simply attach your 
letterhead to the coupon below. 













Te), ies PRICE eo | 
EyS 
AL 7 a mn wy = AN / 


BTA 


Henderson-Haze! Corporation, 
5005 Euclid Ave., 
Cleveland, Ohio 


Gentlemen: 


Without obligation please send us your booklet describing the NATIONAL ELECTRICAL RE- 
SALE PRICE SERVICE. 
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These 2 New 


Tapes ~ 





TW8 rw onoBlfE counaman 4 9 


are 
Now Available 


and can be secured 
from your whole- 
saler. They are 


CELLOPHANE 
WRAPPED 


... (to give you the 
freshest of tapes) and 
made with all the 
eare and skill that 
Hazard and Okonite 
can put into them. 
You can recognize 
them by their dis- 
tinctive boxes. Try 
them, they are as 
good as can be made. 
Ask your wholesaler. 


HAZARD 


INSULATED WIRE WORKS 


Division of 
THE 


OKONITE COMPANY 


PASSAIC, N. J. 


| 
| 

















| threadless thin-wall conduit). 


Nf 


Y 






U RERS 


A DEPARTMENT FOR THE ANNOUNCEMENT OF ACTIVITIES 

OF MANUFACTURERS THAT ARE OF INTEREST TO CON- 

TRACTORS, SUCH AS CHANGES IN EXECUTIVE PERSONNEL, 
BRANCH OFFICES, NEW PRODUCTS, ETC. 





TRUMBULL KEEPS ORGANIZATION 
INTACT 


One of the outstanding facts pre- 
sented at the annual sales confer- 
ence, held the latter part of Decem- 
ber, by the Trumbull Electric Mfg. 
Co., Plainville, Conn., was that the 
company had kept its organization in- 
tact and that the sales force is 
slightly larger than in 1930. 

Other facts recounted were that 
the total employed at the Plainville 
factory today is 91 per cent of Janu- 
ary 1, 1931, and not a department 
head or foreman was dismissed. 

In spite of the fact that the factory 
has not run full time, the men have 
been taken care of, as the company 
has its own relief department with 
funds raised through voluntary indi- 
vidual subscriptions, entertainment, 
etc. These funds are enough to sup- 
ply the urgent needs of those who 
through shortened hours have been 
unable to make both ends meet. 

Also, there has been no cut in 
work-hour or piece rates. 





NEW UNILET CATALOG 

The Appleton Electric Co., Chi- 
cago, Ill., announces its No. 10 Uni- 
let catalog, consisting of 226 pages, 
listing Appleton threaded and no- 
thread malleable Unilets, threaded 
and no-thread couplings, connectors, 
etc. 

The catalog also includes a com- 
plete listing of dimensions on prac- 
tically all types of Unilets listed. 

The material is listed in the cata- 
log as follows: general index, pic- 
torial index, a complete description 
of both threaded and no-thread Uni- 
lets (the latter being made for rigid 
conduit, heavy-wall, as well as 
The 


rectangular threaded Unilet bodies 
are first listed, followed by the list- 
ing of rectangular no-thread Unilet 
bodies, as well as covers and acces- 
sories for same. Throughout the 
balance of the catalog the listing of 
no-thread Unilets, which are made 
in types to compare with the threaded 
types, is given immediately after the 
threaded series. 


——_, 


FRED WILLIAMS JOINS MALLORY 

Fred D. Williams, formerly with 
the National Carbon Company, has 
been elected vice-president and gen- 
eral manager of P. R. Mallory & 
Company of New York and Indian- 
apolis, Ind. 

The Mallory company recently ac- 
quired the Yaxley Manufacturing 
Company of Chicago, which has been 
active for a quarter of a century in 
the manufacture of electrical and 
radio parts. Mr. Williams’ work will 
principally be concerned with the 
Mallory company and its subsidiaries, 
which include Elkon, Inc., Knapp 
Electric Co. and Yaxley Mfg. Co. 





ELLIS VICE-PRESIDENT OF 
STEEL & TUBES 
Steel and Tubes, Inc., Cleveland, 
Ohio, announces the appointment of 
Morgan P. Ellis as vice-president in 
charge of all sales. Murray J. Whit- 
field is general sales manager of the 
electrical division in charge of sales 
of “Steeltubes” electrical metallic 
tubing (thin wall conduit). 





Wagner Electric Corp., St. Louis, 
Mo., has issued a loose-leaf bulletin 
sheet on type RG brush-riding repul- 
sion-induction motors, known as Bul- 
letin 173 Part 4. 
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New Electrical Products 











Ideal Commutator Dresser Co., 
Sycamore, Ill, announces a fuse 
clip clamp made in 3 sizes, 30 and 
60 amp., 250 and 600 volt. It is- 
claimed by the manufacturer that 
this clamp will eliminate unneces- 
sary watt loss, fuse and fuse clip 
replacement. Manufacturer also 
claims 100 per cent contact, save 
up to 6 per cent on current con- 
sumption, no arcing at contacts and 
eliminates heating of wires and 
cables. 


a 











The Louver lux, an indirect light- 
ing fixture of semi-modernistic de- 
sign, is announced by Westinghouse 
Electric & Mfg. Co., East Pitts- 


burgh, Pa. Unit has a Lunalux 
globe for reflecting and diffusing 
the light and a series of louvers to 
direct remaining light toward the 
ceiling. The hanger is furnished 





Wheeler Reflector Co., Boston, 
Mass., announces an improved de- 
sign Arcolux of 2-piece construc- 
tion with a canopy with side pipe 
outlet. Porcelain enameled reflec- 
tor is a 30 deg. angle reflector with 
white reflecting planes and green 
exterior finish. Unit is made in 3 


with either chain or tubing, in 
lengths appropriate for any mount- 
ing height. The keeper-ring method 
of supporting the globe makes a 
totally-enclosed dust-proof and 
bug-proof globe, avoiding the use 
of set screws. The louvers are a 
separate unit, easily attached or de- 





tached without interfering with 
hanger or removing the globe. 


sizes, accommodating 60 to 200 watt 
lamps. 








An outdoor-type ovalux 
photo-electric controller is 
announced by General 
Electric Co., Schenectady, 
N. Y., designed to control 
street lighting circuits, 
floodlight installations, 
electric signs, etc. Unit 
consists of a 'weather-proof 
case enclosing light-sensi- Offadjustment=s 
tive amg oe oggem “eye,” tteincontecter 
a vacuum tube, contactors ..- 
and time delay relays. A er 
change in intensity of 
average daylight around 
the photoelectric tube is 
picked up by tube which 
controls grid of amplify- 
ing vacuum tube. Photo- 
electric tube by controlling grid of vacuum tube thus indirectly actuates main 
contactor. Thermal time delay relays are provided and operation is positive in 
that main contactor will not “flutter” at critical light intensity, Unit may be 
adjusted to close external circuit at any light intensity between 1 and 10 ft. 
candles and to open external circuit at any intensity from 1% to 4 times that 
necessary to close external circuit. Sensitive potentiometers are also provided. 


Guide for door Relay Shield 











PJ-23 photo- 
electric cell 


Thermal relays 





Line Ps-8 an aah Rubber 
rminals tube gasket 





Controiled circuit 
terminals 











Class 9001 Type BR-11 explosion 
proof control station is being man- 
ufactured by the Industrial Control- 
ler Division of Square D Co., Mil- 
waukee, Wis. Explosion proof con- 
trol station is of 3-wire, momentary 
contact type provided with one 
normally open and one normally 
closed contact enclosed in cast iron 
housing. The approximate dimen- 
sions are 6% in. high over mount- 
ing lugs, 7 in. wide and 3% in. 
deep. 








The O. C. Keckley Co., Chicago, 
announces a line of explosion resist- 
ing conduit and switch housings, in 
which the gasket and small screws 
are eliminated. Units have threaded 
bronze screwed covers, and are suit- 
able for use in explosive atmosphere 
of gasoline vapor mixture. 
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New Electrical Products 








CROSS SECTION 


INSERTED 














Cutler-Hammer, Inc., Milwaukee, 
Wis., announces a duplex flush re- 
ceptacle made of moulded bakelite, 
in either brown or black, known as 
Catalog 7942-P, rated 15 amp. 125 
volts; 10 amp. 250 volts. Unit has 
a patented finding ring permitting 
easy insertion of cap blades by 
means of a slight clockwise turn. 
The contact pressure is supplied by 
an auxiliary steel spring carrying no 
current, and bakelite back-up lugs 
keep contacts in alignment. Con- 
tacts are also designed so that 
point of arc is at flared lip. The 
heavy mounting yoke with rein- 
forced channel back is keyed to 
bakelite body and back plate is im- 
pregnated. 











Balti- 


Monitor 
more, Md., announces a line of au- 
tomatic controllers covering a.c. 
and d.c. circuits for pump equip- 
ment, for use in apartment houses, 


Controller Co., 


offices or public buildings. These 
controllers are very compact, and 
a unit providing complete control 
equipment in duplicate for two 
house pumps measures 30% in. in 
width, 18 in. in depth and 52 in. 
overall height. They are custom- 
built from standard Monitor parts 
and manufacturers claim they meet 
exactly architect’s and engineer’s 
requirements for the particular in- 
stallations for which they are speci- 
fied 





An electric hammer weighing 
only 9 lbs. is announced by the 
United States Electrical Tool Co., 
Cincinnati, Ohio. Light weight is 
made possible by operating hammer 
through a flexible shaft attachment 
connected with any light type % in. 
electric drill. The hammer member 
is made of Swedish steel with ball 
and roller bearings throughout. 








A “Shadowless” indirect lighting 
fixture has been placed on the mar- 
ket by Wheeler Reflector Co., Bos- 
ton, Mass. Reflecting surfaces of 
unit are white porcelain enameled 
steel; canopy fits 3% and 4 in. out- 
let boxes and incorporates an aligner 
to compensate for irregularities in 
ceiling. Fixture is finished outside 
in contrasting antique ivory and 
polished aluminum. 




















Rockwood Manufacturing Co., 
Indianapolis, Ind., announces a new 
base for the Rockwood short center 


. drive equipped with adjustable arms 


making the drives adaptable to all 
types of motors, old or new, 25, 50 
or 60 cycles, single or polyphase, 
a. c. or d. cc. The adjustable arm 
drive base has adjustable brackets 
mounted on the pivoted angle iron 
arm with set screws. Adjustment 
for tracking of the belt can be made 
by moving one end only of pivot 
pe by means of lead screws in 
ase. 








The Federal Steel Products Co., 
Newark, N. J., announces type C 
quick make and break safety switch, 
rated from 30 to 600 amp. Unit 
shown above is catalog No. 11632, 
60 amp., 3 pole, 250 volt. Length of 
cabinet is il in. Unit has a large 
assortment of knockouts, three pad- 
locks in both “on” and “off” posi- 
tions, and rubber bumpers inside 
the switch. Switch also has a fuse 
ejector for removing fuses from 
fuse clips by pressing a small lever. 
Cabinet is of black enamel. All 30 
to 100 amp. switches have black 
porcelain bases with terminal 
screws, provided with slotted nuts. 











Cutler-Hammer, Inc., Milwaukee, 
Wis., announces a counter E.M.F. 
non-reversing automatic starting 
speed regulator for d.c. motors up 
to 3 h.p. The features of this unit 


are automatic starting with definite 


high starting torque; predeter- 
mined speed setting by means of 
speed setting knob on front of 
case; vibrating field relay assuring 
starting with full field; dynamic 
braking when stopping; two or 
three wire remote control of start- 
ing and stopping; split type enclos- 
ing case making all parts accessible 
when opening door, and resister 
mounted above the panel. 
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LEARN 
MODERN 


electrical installations and 
maintenance through this 


NEW WAY 


Thorough and practical method 
conveniently studied by 
phonograph records 

and corre: 


ence 


KENSLEA SCHOOL 
21 Cambria Street, Boston, Mass. 

















MARTIN 


Pertable 
Vise Stand 
and 
Pipe Bender 












Made in 
Two Sizes 





x + 
Laws stead 
chain ing or 
finced vine ¢ saprevel Write 
in. capacity. today. . 


H. P. MARTIN @ SONS 
Owensboro, Ky. 














EE zee 
“STANDARDIZE ON 


| STANDAR 


TRANSFORMERS” 


| ALL TYPES 

Me bale (ole) ar tele Olli delete) ae Saale 
© 

Send for 

Descriptive Bulletin 


STANDARD TRANSFORMER CO. | 



















Keep Up-to-Date 


o— 

By- reading these pages you will 
acquaint yourself with what is 
newest and best in electrical 
supplies and equipment. 

When communicating with an 
advertiser mention 


Electrical Contracting 








ALLIS-CHALMERS ADVANCES 
GROTHAUS 

Allis-Chalmers Mfg. Co., Milwau- 
kee, Wis., has appointed L. W. 
Grothaus, general representative to 
succeed C. F. Searle, who resigned 
to accept the vice-presidency of an 
eastern firm. 

Mr. Grothaus became affiliated 
with Allis-Chalmers Mfg. Co. upon 
the acquisition of the Bullock Elec- 
tric Mfg. Co., Norwood, Ohio, in 
1904. In 1908 Mr. Grothaus was 
transferred to the Milwaukee office 
of Allis-Chalmers where he remained 
until 1917, when he entered Govern- 
ment service. When he returned to 
the company in 1918 Mr. Grothaus 
was made manager of the Minne- 
apolis district office and later given 
charge of the Cleveland Sales Dis- 
trict. He was next promoted to the 
position of assistant manager of the 
electrical department in charge of 
Norwood Works, and in the fall of 
1929, was transferred again to the 
home office at Milwaukee as assistant 
manager of the electrical department. 

His appointment as general repre- 
sentative became effective January I, 


1932. 


General Electric Co., Schenectady, 
N. Y., has published the following 
bulletins on floodlighting : 

Bulletin GEA-1505, entitled 
“Floodlighting for Outdoor Con- 
struction”; GEA-1506, “Flood- 
lighting Monuments and Memo- 
rials”; GEA-1507, “Floodlighting 
for Homes and Estates” ; GEA-1509, 
“The Illumination of Parks”; GEA- 
1510, “Floodlighting for Gun Clubs,” 
and GEA-1511, “Floodlighting Ten- 
nis Courts.” 

All of these bulletins are profusely 
illustrated and describe the types of 
floodlights to be used for each instal- 
lation. 


Beardslee Chandelier Mfg. Co., 
Chicago, Ill., has just published its 
1932 catalog covering both the Wil- 
liamson and Beverly divisions of the 
company. This catalog, which is 
known as No. 46, is profusely illus- 
trated and contains data and price 
lists on each unit. 

The Williamson division special- 
izes in shaded light fixtures, under 
the trade-name of Williamson Shade- 


Lyte, and the Beverly division spe- | 


cializes in lighting fixtures of all 
types. 





MINERALLAC 


PRODUCTS 





1. 2. 
HANCERS FOR CABLES & CONDUITS 


Easily the best for quick, low-cost 
installation work. Send for full details 


and costs. 
3. 








1 Hanger without Por- 
celain Bushing. 
Spring steel; stronger, 
quicker, more compact- 


ly arranged. 


2 Hanger attached to 
steel beam with bolt 


and nut. 






3 Jiffy Clip—quicker, 
neater work at loss 
cost. 


y Neary Joint or Pot- 
head Compound—8 
grades for every sys- 
tem, underground or 
overhead, 





MINERALLAC ELECTRIC CO. 
25 North Peoria Street, Chicago, ill. 














IT’S NEW! 


LIBERTY DOOR 
OPENER 


Specially designed 
forapartment 
house use or any- 
where a lock is to 
be used by remote 
control. Compact, 
rugged and can be 
used on right or 
left-hand door. 


SEND TODAY 
for 


descriptive bulletin 
on the 450 Door 
Opener and other 
items in the high 
quality low cost 
LIBERTY LINE. 


CLIP AND MAIL TODAY 





, ' 
: The Liberty Bell Mfg. Co. : 
+ Minerva, Ohio : 
. Gentlemen: Please send me complete information ' 
‘on your No. 450 Door Opener and other Liberty | 


. Line high quality low cost devices. 
‘ 
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S 
SHEATHED CABLE 


Nobody 
can tell you 
truthfully 
that there are 
better 
products 
than those 
made by 
Alphaduct 


Specify Alphaduct and 
SX to your jobbers 
salesman the next time 
he calls. 


ALPHADUCT CO. 


136 Cator Ave. 
Jersey City, N. J. 





ALPHADUCT 
LOOM 
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.. one of the country’s 
best-selling specialties 


Contractor to salesman: "Are they suitable for motor start- 
ing?" 


Salesman to contractor: “The best type of switch on the mar- 
ket for controlling single phase fractional h. p. motors with or 
without overload protection. One plant electrician not only uses 
tumbler switches for controlling the motor driving small grinding 
wheels but wires a light over the wheel in parallel with the motor. 
The light is burriing when the motor is running—a valuable safety 
feature." 





Contractor: “Are they available in 3-pole?" 


Salesman: "Yes. Maximum 3-pole rating 2 h. p. without 
overload protection." 


Contractor: “Is it good engineering to use them on lighting 
circuits?" 


Salesman: “Yes. Electricians in a large number of plants of 
all kinds prefer tumbler switches for sectionalized lighting control." 


Tumbler Switches, specialties with 
widespread application, are available 
as follows: 


Without Overload Protection 


i—Either surface or flush mounting or for use with float attachment or 
switch unit only. 


2—2 Pole—30 Amp. 125 V. 20 Amp. 250 V. 3 Amp. 600 V. 
¥%, H. P. 220-440 V. A.C. 4 H. P. 250 V. D.C. 


3—3 Way—i0 Amp. 125 V. 5 Amp. 250 V. 


4—3 Pole—30 Amp. 125-250 V. D. C. & 2200 V A. C. 5 A. 440-550 V. A. C, 
2H. P. 550V. A.C. 


With Overload Protection 


1—Either surface or flush mounting or switch unit only. 
2—Single Pole—\4, H. P. 110 V. A.C. YH. P. 220 V. D.C, Calibrated CATALOG No. 2222 


for either 2, 3, 4, 5 or 6 Amps. 
Complete Description 
Pages 34-35, Catalog No. 15 


THE TRUMBULL ELECTRIC MANUFACTURING COMPANY 
PLAINVILLE soma cece QB oncanization CONNECTICUT 





New York Atlanta Chicago 
803 Lincoln Bldg. 2001 W. Pershing Rd. 
Philadelphia Bosto’ San Francisco 


nm 
511-519 N. Broad St. 1002 Statler Bldg. 432 Fourth St. Detett Bund 
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THE NEW GENERAL ELECTRIC AUTOMATIC TIME SWITCH 


IDEAL 
for general use 


i YOU NEED a switch that will turn lights on at 

dusk, and off at dawn or any other time, regardless 
of the seasonal change in daylight hours, use the new 
T-13 with astronomic dial. 


IF YOU NEED a switch that will open and close a 
circuit any number of times a day, and skip one or 
more days if desired, then the T-13 with plain dial is 
just the switch. 


Timed and powered by a Telechron motor, and equipped 
with a mercury switch, it is the ideal time-control 


device. 


Bulletin GEA-1427 gives complete information. For a 
copy, address the nearest office of the General Electric 


Company or the General Electric Supply Corporation, 





distributor. 
For trolley loading platforms, traffic lights, street lights 


For 115- and 230-volt circuits, up 
to 30 amperes. 


For both indoor and outdoor 
5 — —r service. 

With plain dial for fixed-time 
settings or astronomic dial for 





sun schedules. 





Five different circuit arrange- 
ments, combining single- or 
double-pole, single- or double- 
throw, and two-circuit. 





For electric furnaces and other industrial applications 


JOIN THE “G-E CIRCLE”—SUNDAYS AT 5:30 P.M. E.S.T. ON N. B.C. 
NETWORK OF [4 STATIONS—WEEK-DAYS (EXCEPT SATURDAY) AT NOON 621-19 


GENERAL@ @ ELECTRIC 


SALES ENGINEERING SERVICE PRINCIPAL criTies 
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Always 


DEPENDABLE 








OUNGSTOWN 
BUCKEYE 


CONDUIT 





IS BEING 
IMPROVED 
CONSTANTLY 


Even such stable products as rigid conduit 
are the subject of continuous researeh in the 
General Eleetric laboratories. This research 
has resulted in important developments in 
G-E WHITE during the last year or two. 


Now vou can use a conduit that) bends 
easier, cuts and threads quickly, has a glassy- 
smooth interior, and is doubly protected 
against rust and corrosion by both Hoet-Dip- 
ped Galvanizing and a coating of Glyptal, 


outside and inside of the conduit. 


The easy-bending steel saves trouble on 
installations beeause of iis greater work- 
ability. (Convinee vourself by bending a 


length across your knee with your hands. 


Lone life for the conduit is assured ly Hot- 
Dipped Galvanizing. ‘this process puts as 
heavy a coating of zine on the inside of the 
pipe as on the outside. thus protecting the 
conduit) againsi one of its most dangerous 


enemies condensation. 


And now G-E WHITE has the extra protection of 


a coating of Glyptal. the super-coating developed in 


the G-E Research laboratories. Glyptal bends with 


the pipe. does not erack or chip, adheres everlast- 


inely. and resists water. oil, acids. and alkalies. 


GENERAL 

















Take advantage of the improvements in conduit by 
using the rigid conduit that has these advanced fea- 
tures. Your nearest G-E  Merehandise Distributor 
will supply you. or write section C-322. Merchandise 


Department, General Electric Co.. Bridgeport, Conn. 


ELECTRIC 


MERCHANDISE DEPARTMENT. GENERAL ELECTRIC COMPANY. BRIDGEPORT. CONNECTICUT 








